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WARNINGS 


An opciralov miiHl bo in allondanco at all liincM (iiii'iiiK nix'i'alion »*!' llio M2 water hoalnr. 

Water muat bo oircnlatiiiK Ibnaurb Ibo M2 waltn- boater iK-Corc (lie I'ln'l ia iKnilod, aa welt aa throngh- 
oullhc lime the M2 water Itoalor ia oiioratinn, in order (o kooi> from damaKinn llio o(i\ni)mont. 

If poasiblc, do not (iporate tbo M2 water beater in an ineloaed ari«a. 'I'lie M2 water beater nuiat be placed 
onlaido the iiicloaod area, or the exiianat jataea nnial lie vented ontanb> (li<‘ ineloaed area, to prevent car- 
bon monoxide poiaoninK- Wcarinp' the Iteld pntteetive maak do('a not protect tb(> wearer apainat carbon 
monoxide fumea from the M2 water beater (‘xlianat alack. 

Make certain that tbc fuel aupply and fuel return linen are properly conm‘ct(Ml before operatinp the M2 
water’ heater. 

Circulate only freah water Ibrounh the M2 water beater to avoid dainape to the M2 wnb'r boater. 

Do not attempt maintenance other than vi.snal inMpi'cti(m dnriiiK M2 water la>at<‘r op(n’ation. Water and 
fuel linca arc proaaurr/ed, and wattsr temin'ridure.n may be an bipb an Ibb ’ K. to 212 " F. Failure to 
comply may result in acrioun injury to peraoniiel. 

Keep clear of exhaust slack duriiiK operation of tin* M2 water beater. 

Make sure that the main power cable ia diaeomiected from the ainple pin pliip receptacle on the M 
decontaminating apparatu.s prior to perforiniiiK in.spection and nervieinp of eU'ctrical molova, contre 
panel, and rotating parts on the M2 water Inmler. 

When removiiiR any of the fuel system componentn, disconnect tbc main power cable from the power 
source. Do not smoke or use open tinme ia the vicinity. '('ak(‘ care to avoid .spilliiiK fuel. Wipe up any 
spilled fuel Immediately. 

If possible, do not nllompt to disconnect the inlet wnb'r bo.ae with tmniieratnri's indicated in excess of 
100“ F. If it ia necc.ssary to disconnect the inlet water bos(t while the water temperaluro in the low- 
pressure heating boiler ia above 100'’ F., exercise' extreme cares to prc've'iit ncaldinj';. When the inlet 
water hose is disconnected, the low-pressure hemting boiler elruins c.emipleli'ly. 
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Operator's and Organizational Maintenance Manual 
HEATER, WATER, LIQUID FUEL, 
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FSN 4410-542-5656 


TM 3-31410-201-12, 31 January 1969, is changed as foltows: 

The title of this manual is changed as shown above. 
Pane 3. paragraph Mb. The last sentence is 
changed to read as follows: 

The mechanically rotated combustion ignition 
magneto generates and supplies independent 
electric power to the ignition plug through the 
ignition cable a.ssembly. The ignition plug ignites 
the fuel in the combustor assembly (11, fig. 1-2). 
Paye 5. "Figure 1-3” is changed to read "Figure 
1-4." 

Page 6. "Figure 1-4” is changed to read "Figure 
1-3." 

Page 7, paragraph l-6c. In line 5, "600 4-10) gph" 

is changed to read "600 ( -f 10) gph .” 

Page 12^ paragraph 2-ld. In line 2, "media" is 

changed to read "modes of transportation." 

Page U, paragraph 2-If>. in line I, "rubbe" is 

changed to read "rubber." 

Page 22, paragraph "3-23. In line 14, "Sotre" is 

changed to read "Store." 

Page 2f>, paragraph 4-5b, In line 6, "(VV-F-8152)" 


is changed to read‘'(VV-F-8l.'ia)." 

Page 27, paragraph 4-14. In line 9, "Replace the 
broken drive arm (para 4'.36(f)" is changed to 
read "Report to direct support maintenance 
personnel." 

Paragraph 4-15. In line 25, "Replace the broken 
drive arm (para 4-36d)” is changed to read" Report 
to direct support maintenance personnel." 

Page 31, paragraph 4-24o( (2). Italicize the title of 
paragraph 4-24d! (2) as follows; 

(2) ImtaliaHon of TD-1 or TD-2 time delay 
relays. 

Page 33. Paragraphs 4-36d (1) and (2) are deleted. 
Page Appendix A, Refercncc.s. TM 9-213 is re- 
instated. 

Page Section II, Maintenance Allocation Chart. 
In line 15, column (5), delete "O authorized to re- 
place shaft arms." 

In line IK, column (5). delete "0 authorized to re- 
place shaft arms.” 


ThUchanze tupartcaotC 2, 29S«pl«mb«r 1972. 


htgea iS through U. Appendla B is sup®fs®<fed 
ASfoi^WK 


APPiNDiX B 

BASIC ISSUE ITEiiiS LIST AND ITEMS 
TROOP installed OR AUTHORIZED LIST 

S®i;tioti L INTRODUCTION 

Notrsquir«d. 

Sfictlon IL BASIC ISSUE ITEMS LIST 

There are no basic items for the M2 water heater. 

Section HI. ITEMS TROOP INSTALLED OR AUTHORIZED LIST 

There are no itema troop installed or authorUed for the M2 water heater. 


By Order of the Secretary of the Army: 


Official: 

VERNE L. BOWERS 

Major General, United States Army 

The Adjutant General ‘ 


CREIGHTON W. ABRAMS 
General, United Statee Amp 
Chief of Staff 


Distribution; 

To be distributed in accordance with DA Form 12'28, (qty rqr block no. 46) OrRanizational maintenance re' 
quirementa for Skid-Truck Mounted, DecomtaminaUnit Apparatus. 
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HEATER, WATER, LIQUID RIEL, SKID4M0UNTED 
600 GHP, M2 
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TM 3>4410-201-]2 31 January 1969, is changed as fol- 
lows; 

Page '25, Patxt i-8, b, Line 2. “weekly or monthly” is 
changed to read “quarterly". 

Page 25, Para ^S, b. Line 8 thru 12. Change to read 
“Quarterly services must be performed quarterly or 
after 240 hours of operation, whichever occurs fiirst". 

Page 25, Table i-l. “Weekly and Monthly Schedule” 


is changed to >*ead “Quarterly -- Schedule”, 

Page 25, Table i-J, Interval and Sequence No. 
"Weekly, Monthly” is changed to read “Quarterly" 
number sequence will remain as the Weekly 
Schedule is at present which continues to page 26. 

Page 26, Table U-1, Cant, I nterveU and Seque nee No. 
“Weekly, Monthly" is changed to read “Quarterly". 


By Order of the Secretaiy of the Army: 

BERNARD W. ROGERS 
General, United SUUee Arrny 

Official: ChiefafStaff 


PAUL T. SMITH 

Major Geiiemt, United States Arnig 
The Adjutant General 


Distribution: 

To be distributed in accordance with DA Form 12-28, Operator maintenance requirements for Water Heater* 
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CHAPTER 1 
INTRODUCTION 


Section I. GENERAL 


1-1, Scope 

This manual is published for the use of the oper- 
ator (or crew) and the organizational mainte- 
nance personnel responsible for the operation and 
maintenance of the Heater, Water, Liquid Fuel, 
Skid-Mounted, 600 GPH, M2. This manual con- 
tains operation and maintenance instructions as 
weil as a description of the major units and their 
functions in relation to the other components of 
thi.s equipment. Hereinafter this equipment shall 
be referred to as the M2 water heater. The M2 
water heater instructions in this manual are for 
use with the M9 decontaminating apparatus (TM 
3-4230-203-12). TM 3-4230-209-12 contains M2 
water heater oiierator and organizational mainte- 
nance instructions for use with the M12A1 decon- 
taminating apparatus. 

1-2. Record and Report Forms 

a. Use the appropriate record and report forms 
prescribed in TM 38-750. 


b. Use DD Form 6 (Report of Damage or Im- 
proper Shipment) to report damaged or improper 
shipment of materiel. 

c. The reporting of errors, omissions, and rec- 
ommendations for improving this manual by the 
individual user is encouraged. Reports should be 
submitted on DA Form 2028 (Recommended 
Changes to DA Publications) and forwarded di- 
rect to Commanding Officer, Edgewood Arsenal, 
ATTN : SMUEA-TSE-TP, Edgewood Arsenal 
Md. 21010. 


1-3. Allocation of Maintenance 

Refer to the maintenance allocation chart (app. 
C) to determine maintenance services authorized 
for organizational maintenance per.sonnel. Report 
any maintenance requii'emcnt beyond the scope of 
organizational to direct support maintenance per- 
sonnel. 


Section II. DESCRIPTION AND DATA 


1-4. Description 

(7. General. The M2 water heater (fig. 1-1) is a 
fully inclosed, .skid-mounted unit u.sed to raise the 
temperature of water flowing through a multi- 
fuel-fired, low-pressure heating boiler. Refer to 
tabulated data (para 1-6) for the types of fuel 
that may be used. U.sing water of +35' F to 85'' 
F, the M2 water heater boiler will rai.se the 
water temperature at least 100° F. within 6 min- 
utes, when the water is flowing at a rate of 600 
(±10) gallons per hour (gph). Functionally, the 
M2 water heater consist.s of the fuel and ignition 
system, the combustion system, and the control 
system. 

Sote. The electrical system of the M2 water heater is 
basically a 24-vdc electrical system. When operating with 
the generatoi -voltage regulator, the equipment is operating 
with 28 vdc. When operating from battery power, the 
equipment is operating with 24 vdc. 


b. Fuel ami Ignition System. The operating 
components of the fuel and ignition system are a 
fluid pressure filter, fuel pump, fuel and ignition 
drive motor B2 (9, fig. 1-2), combustor ignition 
magneto, and fuel pump solenoid valve LI (10), 
all of which are installed in the skid assembly. 
The fuel and ignition drive motor B2 operates on 
24- to 28-vdc electrical power from an external 
source. The fuel and ignition drive motor B2 
drives the fuel pump and the combustor ignition 
magneto. A fluid pressure filter, which is located 
between the external fuel supply and the fuel 
pump, is used to remove foreign particles and 
suspended ice crystals from the fuel. The fuel 
pump sucks the fuel through the fuel hose into 
the fluid pressure filter, then into the fuel pump, 
and drives the fuel under constant pressure out of 
the fuel pump. When the heater control switch S4 
(13) is in the PURGE ON position, the fuel pump 
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MU-.E-356.12.U1 


Figure J-J, A/ii COO gph sftid-mounled liquid fuel water heater. 


solenoid valve LI (10) is open. The entire output 
of fuel from the fuel pump passes through the fuel 
pump solenoid valve LI and is returned to the ex- 
ternal fuel supply. When the heater control switch 
S4 is in the HEATER ON position, electrical 
power energizes the magnetic coil of the solenoid 
valve LI, closes solenoid valve Ll, which closes off 
this route for the passage of fuel. Fuel is then 
pumped through other tubing to the combustion 
nozzle, where part of it is sprayed into the com- 
Dustor assembly. The remainder of the fuel is by- 
passed by the temperature selector valve and re- 
turned to the external fuel supply. A portion of 
the fuel is cycled within the fuel pump itself. The 


mechanically rotated combustor ignition magneto 
generates independent electrical power to the 
combustor Ignition plug in the combustor assem- 
bly, where the spark ignites the fuel. 

c. Combustion System. The operating compo- 
nents of the combustion system are the combus- 
tion air blower motor Bl and mounting assembly 
(12, fig. 1-2), combu.stor assembly (11), low- 
pressure heating boiler (7), refractory box (6), 
and exhaust stack. The combustion system uses 
forced air from the combustion air blower motor 
Bl and an atomized fuel mixture. This mixture is 
introduced into the combustor assembly, where it 
is ignited by the combustor ignition plug. The 
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1 Lifting eye assembly (clevis) f> Cabinet frame 11 Coinbustar assembly 

2 Door stop assembly 6 Refractory box 12 Combustion air blower motor B1 

3 Cabinet top cover 7 Low-pressure heating boiler and mounting assembly 

4 Hose and cable storage S Skid assembly 13 Heater control switch S4 

compartment 9 Fuel and ignition dxive motor B2 14 Temperature selector valve 

10 Fuel pomp solenoid valve LI 

Fiffftrc t~2. M2 water heater, left'fyont view, cover panels removed, 

flame, once established, is self-sustaining. Cold water ho.se at the top of the low-pressure heating 

water enters the bottom of the lo\v-pre.ssure heat- boiler. The burning fuel-air mixture is driven 

ing boiler, and heated water leaves through the through the boiler and turned by the refractoiy 
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MU-E.356-12-1-3 


Figiue IS, M2 loater heater, riffH-rear viexo, cover panels removed. 


box into the turbulated tubing, where the bulk of 
the heat exchange takes place. The exhaust stack 
directs the exhaust out of the M2 water heater. 

d. Control System, The control system consists 
of operating conti’ols, temperatu)*e and pressure 
gages, electrical controls, and safety devices that 
provide fail-safe operation. The temperature 
selector controls the amount of fuel sprayed into 


the combustor assembly. The heater control 
switch operates the electrical controls that direct 
the fuel through the nozzle lines to spray fuel in 
the combustor assembly (heater on) or to bypass 
all fuel back to the supply (purge on). The water 
pressure gage indicates the pressure at which 
water is provided by the external source. The 
fuel pres.sure gage indicates the pressure of the 
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Fipu^e J-4. ivaier heater electrical schematic, Icgeiid, avd table of convection 







1 Tool rarrior 

2 Exhaust waining plate 
Di^or ‘^top a'^sembly 


1 Main electric power cable 
0 Watei hose 

6 Safety lelief valve 

7 Fuel return line dust cap 

Figine — Continued. 


8 Fuel supply line dust cap 
y Cold water inlet pipe chain and dust 
cap 


fuel at the temperature selector valve. The water 
temperature (through an integral capillary 

tube) indicates the discharge or healer water 
temperature. The automatic fail-safe devices are 
installed throughout the TM2 water heater to in- 
sure optimum operation at all times. Figure 1-3 
shows an electrical schematic diagram of the 
faiU.safe devices. 

c. ArcpSHories^ Accessories consist of the water 
hose (5, fig. 1~4), electric main power cable (4), 
fuel hose, and tools. The two-piece water hose is 
coupled to the water outlet pipe at the top of the 
low-pressure heating boiler. The W1 main power 
cable assembly (fig. 1-3) is connected by one end 
to the control box, and the free end is to be con- 
nected to an external 24- or 28-vclc power source, 
such as the receptacle connector on the M9 decon- 
taminating apparatus (TM 3-4230-203-12), The 
fuel hose ])rovides supply -and return lines be- 
tween the external fuel supply (6-gallon gavsoline 
can) and the M2 water heater. The tools are pro- 
vided for use with the M2 water heater as re- 
ciuired. 

1-5. Identification 

The nameplate, operating instructions, and iden- 
tification plates for the gages, temperature selec- 
tor, and healer control switch are located on the 
front of the M2 water heater. A warning decal is 
on the inside surface of the cabinet top cover. Fi- 
gure 1-5 shows those identification plates, as well 
as component plates, 

1-6. Tabulated Data 

The following data are approximate. 


a. General Dimensiovs and Weight. 
Unemted. 


Height 

- 43 in. 

Width 

21 in. 

Length 

53 in 

Weight 

575 lb 

Cube 

- 22 cm ft 

Capacities, 

Maximum fuel con.sumption rate 

6 gph 

Maximum liquid temperature 

188° F lo 


212” F. 


Maximum oporatiiiK water prcb'^ure 180 psi 
Electrical operating voltage 24 to 28 vdc 

Note. The fuel, water, ami electrical power must ho 
supplied from external sources. 

c. Performance. Using water with temperature 
between 35'" F and 86° F, the M2 water heater 
will raise the water temperature at least 100° F 
within 5 minutes when the water is flowing at a 
rate of 600“ (±10) gph. 


d. Types of Fuel, The M2 water heater has a 
miiltifuel capability. The four fuels authorized 
for use are combat automotive gasoline, typo I 
(MIL-G-S056B); jet fuel, grade JP-4 
(MIL-J-5624F) : kerosene (VV-K-211d) ; and 
burner fuel oil, grade No. 2 (VV-F~816a). 


e. Component Information. 
Ignition plug, combustor 

Gap , . - - - - - 

Size - - 

Combustion air blower motor . 
rpm 

Direct current motor (fuel and igni- 
tion drive motor) 

rpm , 

b-gallon gasoline can . . . - , , 


FSN 2920-<r)8n-3^i35 
5/32 in. 

18 mm. 

FSN G105-G08-()r)3S 
6,350 

FSN G 105 - 881 -Or>nn 
2,100 

FSN 7210-222-3088 
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A. M2 WATER HEATER NAMEPLATE 







H. GAGE IDENTIFICATION PLATE 



Figure l-H — Continued. 
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CHAPTER 2 

OPERATING INSTRUCTIONS 


Section I. CONTROLS AND INSTRUMENTS 


2-1. General 

This section ilcscnl)es, locates, aiitl drives the pui’- 
pose of the various controls and instriinunits (fi^ 
2-1) pioMtlod for operation of the M2 water 
heater. 

2-2. Heoter Control Switch S4 

(i. Dcscnplio)}. The heater control switch SJ 
(5) is a two-i)osition toggle switch that has 
HEATER ON and PUHGE ON positions. 

b. Loculioii. The healer control switch Rd is lo- 
cated on the M2 water heater control box. 

c. Purpose. P’linctioiially, the heater control 
switch S'l (fig. 1-8) i.s provided in the electrical 
circuit to control the operation of the M2 water 
heater, Placing the .switch in the PURGE ON po- 
sition circulates fuel through the fuel pump and 
back to .supply. When the heater control switch 
S'l is placed iii heater on position, fuel i.s sprayed 
into the combu.stor assembly, ignited, and the M2 
water heater will begin to heat water. There is no 
of!' position on thi.s switch. 

2-3. Temperature Selector Valve Control 

«, Dc.scription. The temperature .selector valve 
control (4, fig, 2-1) provides a range from 40"’ F 
to 200' F. The control includes an integral capil- 
lary tube that .senses boiler temperature through 
a port in the low-pressure heating boiler. Pres- 
sure in the capillary tube cause-s a diaphragm 
valve to close, which limits the flow of fiu^l to the 
combustion chamber. This causes the fuel pres- 
sure to drop until the temperature has become 
stable at the selected temperature. When the tem- 
perature drops below the .selected temperature, 
the diaphragm valve rcla.KGs to allow an in- 
crea.sed amount of fuel to flow through the fuel 
system, thereby raising the fuel pressure. In- 
creasing fuel pressure increases the burning rate 
and resiflt.s in a higher water temperature, 

h. Location. The temperature selector valve 
control (4, fig, 2-1) protrudes through the front 


of the M2 water heater control box, The body of 
the \alvc I.s in the fuel .system tubing and is 
iiioiiiitcd inside the control box A capillary lube 
extends from the valve body and terminates in a 
sensing unit in a port of tlie low-pressure heating 
boiler, 

c. Purpose. The purpose of the temperature 
.selector i.s to enable the operator to mamially con- 
trol the desired water temperature. Turning the 
knob clockwise will raise the water temperature; 
turning the knob coiinterclnckwi.se will lower the 
water temperature, 

2-4. Waler Pressure Gage 

«. Description. The water pressure gage (2, fig. 
2-1) is a flush-mounted type. A U-clamp and 
studs fasten the gage to the back of the control 
box. The gage is approximately 2.26 inches in di- 
ameter, ha.s a plastic cry.stal, and is graduated 
from 0 to 300 psi. The figure intervals are 
marked at every 30 psi {i.e., 0, 30, 60, etc.), and 
the graduation marks are at least 10 psi. A center 
back connection is used to connect the gage into 
the water supply tubing system. 

h. Location. The water pressure gage is located 
on the M2 water heater control box. 

c. Piirpo,se, The purpose of the water pres.sure 
gage ks to indicate the pressure of the water 
being circulated through the low-pre.ssure heat- 
ing boiler. Normal water prG.ssure indications are 
from 60 to 165 psi. At any time the water pres- 
sure indication exceeds 200 psi, the safety relief 
valve opens and relieves the excess pressure. The 
safety relief valve is self sealing. 

2-5. Fuel Pressure Gage 

a. Description. The fuel pre.s3ure gage (1, fig. 
2-1) i.s a flush-mounted type. A U-ciamp and 
studs fasten the gage to the back of the control 
box. The gage is approximately 2.25 inches in di- 
ameter, has a plastic ci'ystal, and i.s graduated 
from 0 to 160 psi. The figure intervals are 
marked at every 20 psi (i.e., 0, 20, 40, 60, etc.), 






a: ■■ 


J F\icl ])iesKiirc gago 
2 Wator prossure gago 

WaUir ii‘aipi)j7j fcnrr gage-* 


Fifjiii'e 2--} 


•1 Toniperatiire selector valve control 
•> Healer control switch S4 
(> Sinele-iine connector and cable 
assembly 

Controls und mslriunents. 
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and Ihe graduation markH aro at every 5 pra, A 
center hack connection is used to connect the );ago 
into the Tuel system tubing. 

h The fuel pressure gage is located 

on the Ml? water heater control box. 

t /bo’po.sc. The fuel pressure gage indicates 
the pressure of the fuel bypassing the fuel nozzle. 
Sinc(“ the M2 water heater has a multifuel ca])a- 
bil'ty, dilVorenl fuel atomizing pressures arc re- 
cjii led The fuels used and the starting pressures 
mjhired are as follows: combat automotive gaso- 
line^ typo [» 75 psi ; jet fneb grade No. 4, 75 psi ; 
kerosene, 70 j)si, and burner fuel oil, grade No. 2, 
60 psi 


2-6. Water Temperature Gage 

a, Dc.s'cr/p^m/. The water temperature gage (8» 
lig. 2-1) 4s a flush-mounted type. A U-clamp and 
studs fasten the gage to the back of the control 
box The gage is a dial-indieating-lype tlionnome- 
ter wnth a capillary tube. The capillary tube con- 
nects into a ix)i‘t on the top of the lo\v-])n‘ssure 
heating boiler. The dial is graduated from 40'' F 
to 220 F. The copper capillary tube is 72 inches 
long and is covered with braided- ware sleeving. 

b. Ijocniioii. The watei^ temperature gage is lo- 
cated on the M2 waiter heater control box. 

r. P}irpo^L\ The waiter temi)cratiire gage indi- 
cates the temperature of the waiter wdthin the 
low-pressure heating boiler. 


Section II. OPERATION UNDER USUAL CONDITIONS 


2-7. General 

«. Sropt\ Thin .section contains instvuction.s for 
oporatiiin" the M2 water heatcM' uiuler normal con- 
'litions of climate and service. Normal condition.s 
ire considered to be operation in warm weather 
t-50 F {+in C) and above. 

h. 0})( I Pf rsonnel. Whenever the M2 

watej’ heater is used with the Mf) decontamiliat- 
inp apparatus (TM 3-4230-20.3-12), the decon- 
taminating- .section personnel as.sume responsibil- 
ity for oiieralion of the M2 water heater. During 
this use, the M2 water heater is transported on 
the right platform of the frame support and plat- 
form as.senibly of the M9 decontaminating appa- 
ratus. 

c. P)ot votive Clothiny. When performing de- 
contaminating operations, protective clothing 
(TM 10-8415-204-13) and ABC-M17 field prot- 
ective masks (TM 3-4240-202-16) must be worn 
by all operating personnel. When the M2 water 
heater is used to heat water foi' showering per- 
sonnel, protective clothing and protective masks 
are not required. 

(I. Tra'}tspo)'tabiUf}i, The M2 water heater is 
tran.sportahle by all media. Cros.s-country mobil- 
ity by the M9 decontaminating apparatus is satis- 
factory, because the M2 water healer can be se- 
cured to the right platform of the frame support 
and platform assembly (TM 3-4240-203-12 )to 
with.sland travel over rough terrain. Tiedown in- 
structions for the M2 water heater are to be in- 
cluded in TM 3-4230-203-12. 

2-8. Starting, Operating, and Stopping 
Procedure 

a. Beforv-Operation Services. Perform the op- 
erator or crew before-operation services given in 


paragraph 3-4. Then place the M2 water heater 
on the right platform of the frame support and 
platform assembly (TM 3-4230-203-12). 
b, Sfurtiitu P. ''vbirG, 

(1) Road til "To activate heater” operating 
instruction plate (B, fig. 1-6) on the front of (he 
M2 water heater (see Note, para I -4a). 

(2) Ojicn the storage comi)artment door. Re- 
move the fuel hose and uncoil the water hose and 
the main electric jiower cable. 

(3) Connect the fuel tank plug end of the 
fuel hose to a 5-gallon gasoline can (FSN 
7240-222-3088) filled with one of the approved 
types of fuel (para l-dd). The fuel tank i.s in the 
hc'der located back of the front fender on the 
driver’s side of the truck (MO decontaminating 
apparatus). Make certain that the open end of 
the fuel line inside the ga.soliiio can is low in the 
container so that a maximum amount of fuel can 
be used. Remove the protective caps from the fuel 
supply and the fuel return connector halves on 
the skid ba.se and connect the fuel .siii)i)ly and fuel 
return qiiick-disconnect halves of the fuel hose to 
these connector halves. Exert a pull on the con- 
nected fuel supply and fuel return linc.s to make 
certain that they are .securely fastened. 

(4) Remove the jn-otective caps from the 
from-heater inlet pipe connection and the heater 
outlet pipe connection on the control panel of the 
M9 decontaminating aparatius. Separate the 
two-piece water hose. Screw the .stem and .shank 
nut end of the water hose on the healer outlet 
pipe connection on, the M9 decontaminating appa- 
ratus control panel. Remove the protective pipe 
cap at the ba.se skid of the M2 water heater, 
Screw a quick-disconnect coupling half (provided 
in the storage chest of the M9 decontaminating 
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apparatus) on the pipe to hose adapter end of the 
water hose, t’onneet the shank eoupler lo the 
water iniel pipe at the bottom of the M2 water 
heater skid lanu’e the one end of the water hose 
L'onneeted at the top of the low-pressure heating 
boiler, f'onnect the stem and shank niit end of the 
water hose to the healer inlet pipe connection on 
the control panel of the M9 decontaminating ap- 
paratus. Tighten the threaded pipe connections 
with the spanner wrench from the M9 decontami- 
nating apparatus. 

(5) Remove the protective cap that protects 
the single-j)in plug receptacle on the support 
plate of the hood-and-panel assembly of the M9 
decontaminating apparatus. Connect the free end 
of the main electric power cable of the M2 water 
heater to it. Make certain that the main electric 
power cabU‘ does not jjass over the exhaust stack. 

Ccmtiov: To avoid equipment damage, wa- 
ter must be circulating through the M2 water 
heater before the fuel is ignited, as well as 
throughout the time that the M2 water heater 
is operating. 

Caution: Circulate and heat only fresh 
water for use in the M2 water heater to avoid 
damage to the M2 water heatei'. Heat the water 
before adding chemicals, detergents, or other 
mixtures. 

Warning: Keep clear of the exhaust stack 
during operation of the M2 water heater. Wearing 
the Held protective mask does not protect the 
wearer against carbon monoxide fumes from the 
M2 water heater exhaust stack. 

(6) Pump the M2 water healer full of fresh 
water; perform the applicable portion of the op- 
Jrating procedure for the M9 decontaminating 
ipparatua (TM ,3-4230-203-12). 

(7) Make sure that procedure in (3) above 
.s accomplished; then place the toggle switch 
[which is on the support plate of the M9 decon- 
.aminating apparatus) in the ON position. Make 
certain that the heater control .switch S4 on the 
jontrol box is in PURGE ON position. Operate in 
PURGE ON position for 2 minutes. 

c. Operating Procedure, 

(1) Place the heater control switch S4 on 
he control box in the HEATER ON position. Ad- 
ust the temperature selector valve control to 
iroduce an indication on the fuel pressure gage 


that agrees with the fuel pi'e.ssure prescribed for 
the type of fuel being burned (para 2-5c). 

SnU. If thu M2 wator heater docs not iRiiitc in 10 
secoiul--, place the healer eontiol switch in PURIiE ON 
position Do 'not attempt to restart the M2 water Ireatert 
notil'v ornani/.ational niainlcnance personnel. Remove elec- 
trieal powei by placiiiR the tofr^le switch (which is. on the 
suispoit plate of the hood-antl-paiicd assembly on the Mb 
deeontaniinatinjr apparatus) in the oft’ position. 

(2) Operate the M2 water heater for ap- 
proximate! v 5 minutes. Then i*eadjust the tem- 
peratuio selector valve control gradually to prod- 
uce the desired water temperature. 
d. Stopping Procedure. 

(1) When the required amount of water is 
heated to the desired temperature, the M2 water 
heater can be .stopped by performing the “to de- 
activate heater” operating instructions (B, fig. 
1-5). 

(2) Place the heater control switch to 
PURGE ON position. After combustion ceases, 
operate the M2 water heater for 2 minutes to 
purge the equipment. 

(3) Continue to cycle water through the 
low-pressure heating boiler until the water tem- 
perature on the water temperature gage is at ap- 
proximately 100 P. Place the toggle switch that 
is on the support plate of the M9 decontaminat- 
ing apparatus in oft' position. Disconnect the main 
electric power cable. Install the protective cap 
over the socket receptacle. Stow the main electric 
power cable in the storage compartment of the 
M2 water heater. 

(4) Disconnect the fuel supply and fuel re- 
turn lines of the fuel hose from the M2 water 
heater. In.stall the protective caps. Disconnect the 
fuel hose from the 6-gallon gasoline can. Drain 
the fuel hose and stow it in the storage compart- 
ment. Install a cap on the 6-galloii gasoline can. 

(6) Disconnect the water hose at the heater 
outlet pipe connection on the M9 decontaminating 
apparatus. Disconnect the water hose at the 
heater inlet pipe connection on the M9 decontami- 
nating apparatus. Disconnect the water hose at 
the bottom of the M2 water heater. The water in 
the low-pressure heating boiler will drain en- 
tirely from the unit. Install the protective cap 
over the inlet water pipe at the base of the M2 
water heater .skid. Stow the water hose in the 
storage compartment. 

(6) Close and latch the storage compart- 
ment cover. Complete equipment logbook entries. 


Section III. OPERATION OF MATERIEL USED IN CONJUNCTION 
WITH M2 WATER HEATER 

l“9. M9 Decontomlnating Apparatus paratus will be the source of the water supply re- 

n most applications, the M9 decontaminating ap- quired to operate the M2 water heater. The M9 de- 
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contiuiiinatiiijj apparatus will also use the heated 
water The M9 cleeontaminatmK apparatus con- 
sists of a steel-coated tank, centrifugal pump, 
transmission power takeoff, piping, valves, and 
hose that is mounted permanently on a modified 
M45 2<j-ton 6 by 6 cargo truck chassis without 
front winch. TM 3-4230-203-12 and LO 
3-4230-203-12 contain detailed information on 
the M9 decontaminating apparatus. 

2-10. M45 Truck Chassis 

The M45 truck chassis provides mobility for the 
M9 decontaminating apparatus and the M2 water 
heater. The 21, j-ton 6 by 6 truck chassis provides 
the electrical power to operate the M2 water 
heater. A source of 24- or 28-vdc is reijuired to 
operate the M2 water heater. A source of 24-vdc 
is aerjuired through a switch and .socket receptacle 
on the M9 decontaminating apparatus. When 
power is applied to the M2 water heater from this 
battery .source, the truck motor mii.st be operating 
in order to prevent draining energy from the 
vehicle battei*y. TM 9-2320-209-10 and LO 9- 
2320-209-12 give in.struetion.s for operation and 
maintenance of the modified M45 truck chassis. 


2-11. Power Supply Generator 

The 24-or 28-vdc electrical power that is ref[uired 
for the M2 water heater must come from an exter- 
nal source. If the M2 water heater i.s used to heat 
water to be u.sed to shower personnel or wa.sh a 
large number of cargo or combat vehicles (and 
the M9 decontaminating apparatus i.s not n.sed), a 
poi'tablo motor-generator set must be used as the 
power sou fee. 

2-12. Fuel Supply ond Multifuel Capability 

Fuel to operate the M2 water heater may be sup- 
plied from miinerous sources (i.e., 5-gallon gaso- 
line can, 56-galloh drum, etc.). The fuels can be 
of the approved type.s pre.sented in paragraph 
2~6c. 

2-13. Water Supply 

An external water .supply that is supplied under 
pre.ssure (or from an external .source such as a 
water pump) is required to operate the M2 water 
heater, when the M9 decontaminating apparatus 
is not used. 


Section IV. OPERATION UNDER UNUSUAL CONDITIONS 


2-14. Operation in Sandy or Dusty Areas 

Locate the M2 water heater in an area free of 
sand and dust, if possible. If possible, wet down 
the surrounding area to avoid dust accumulation. 
Keep the cover panels in place on the M2 water 
heater and exercise care to keep sand and dust 
exposure to a minimum. Clean the equipment 
often and thoroughly. 

2-15. Operation In Extreme Heat 

Inspect the riibbe hoses once a week for signs of 
wear and damage. Tubber deteriorates rapidly in 
extreme heat. Keep the M2 water heater well 
ventilated. Inspect the electrical wiring and con- 
nections frequently, becaufse heat causes rapid de- 
terioration of insulation, 

2-16. Operation In Snow and Extreme Cold 

Drain all water from the low-pressure heating 
boiler and the water hose when the M2 water 
heater is not in operation. Remove accumulations 
of snow and ice from the M2 water heater prior 


to opei-ation. Do not touch cold metal with bare 
hands, as the skin sometimes freezes last to .such 
surfaces and cannot be released without being 
torn loo.se or until the metal i.s heated. When op- 
erating the M2 water heater off the M9 decon- 
taminating apparatu.s, avoid areas that may be- 
come siivampy after a thaw or a i-ain. Exercise 
care to prevent condensation of nioistui’o in the 
fuel supply. Provide sufficient ventilation to elimi- 
nate vapors and carbon-monoxide accumulations 
around the working vicinity of the M2 water 
heater, 

Operation in Salt Water or Tropic Areas 

Growth of fungus is a major cause of equipment 
failure in humid climates. Take every precaution 
to keep the M2 water heater dry and well venti- 
lated. Paint all chipped or scratched surfaces to 
prevent rust and corrosion. Keep electrical con- 
nections dry and wipe all exposed surfaces fre- 
quently. 



CHAPTER 3 

OPERATOR'S MAINTENANCE INSTRUCTIONS 


Section I. SPECIAL TOOLS AND EQUIPMENT 


3-T. Special Tools 

Special tools provided with the M2 water heater 
are a pair of slip joint pliers (1, fig. 3-1), an 8- 
inch adjustable wrench (2), and a flat tip screw- 
driver (3). The special tools are stowed in the 
tool carrier when not in use. 

3-2. Equipment 

The fuel hose is the only equipment supplied with 
the M2 water heater. The fuel hose is stowed in 
the storage compartment when not in use. 



1 Slip joint pliers 2 Adjustable wrench 

3 Flat tip screwdriver 

Figure 3-J, Special tools. 

Section II. OPERATOR'S PREVENTIVE MAINTENANCE SERVICES 


3-3. General 

The operating crew (or decontaminating section 
personnel) is responsible for regular perform- 
ance of the preventive maintenance services to in- 
sure that the M2 water heater operates properly 
and to lessen the probability of mechanical fail- 
ure, These services consist of before-, during-, 
and after-operation services. Intervals of mainte- 
nance are based upon normal operation and shall 
be reduced or extended depending on the operat- 
ing conditions. 


3-4. Before-Operation Services 

a. Purpose, The purpose of before-operation 
services is to determine that the M2 water heater 
is in good operating condition. Deficiencies must 
be corrected or reported to organizational mainte- 
nance personnel for correction before the equip- 
ment is placed in operation, 

b. Visual Inspection, Make a thorough visual 
inspection by removing the cover panels of the 
M2 water heater and inspecting for loose or miss- 
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Tablv .jM. Prevn\t\ve ^^(nntemnce Checks antJ -Continued 


Interval anrl sequence No 


FJoforo' Durincf- 
opera- opera- 
tion tion 


A^ler- 

npera- 

tion 


I tern to lie 
inspected 


u 

Heater control 


plies, 

12 

Gages 

1.8 

Fuel lines 

14 

Water hoses 


23 Records 


Proredui o 


Make certain that heater control ^v. itch S'l i« 
in HEATER ON position. 

Inspect for correct pvepsuro and tom pera tore 
indications, 

Inspect fiiol lines for ovidonce of leaks 

Inspect wfttor hoses for leaks at connections. 
Make certain that gaskets uro present and 
in good condition, 

Keep records conipleto (TM .*^8-750), Inspect 
the Gfjuipmont logbook to soe that proper 
entries have been made, Malta certain that 
the MO decontaminating apparatus epuip- 
mont logbook includes entries for the M2 
water heater used with It, 


Parquri'ftph 
» cftiienro 


2' Sr 

2"Sh and o 
2-8 




Seefion III. OPERATOR'S TROUBLESHOOTING CHART 


3-~8, General 

This section contains information useful in locat- 
ing and correcting malfunctions that may develop 
in the M2 water heater, Each malfunction Is fol- 
lowed by a description of probable causes and 
possible remedies, Remedies are indicated which 
must be applied by higher categories of mainte- 
nance, 

3-9, Burner Sputters Oof 

Probable rav^c 
Wrong fuel pres'^ure. 


Air in fuel lines, 


Insufficient power, 


Broken left or right drive 
arm on the fuel pumpi 
the combustion magnotoi 
or the fuel and Ignition 
drive motor. 

Steam or water escapes from 
the gasket on the refrac- 
tory box end of the low- 
pressure heating holler. 
Clogged fuel filter. 


A defective, worn, or 


Poif‘nbte remedy 

Inspect to see that the fueU 
pressure setting is correct 
for fuel being used, 
Operate in PURGE ON 
position until fuel line is 
cleared. Inspect to see 
that fuel is returning to 
fuel supply container, 
Inspect the 24- or 28-vdc 
power source for loose or 
broken connections, In- 
spect for loose plug or 
receptacle on the combus- 
tion air blower motor or 
a defective combustion air 
blower motor and fan. 
Notify organizational main- 
tenance personnel, 


Notify organizational main- 
tenance personnel, 


Report to organizational 
maintenance personnel to 
remove, clean i or replace 
the fluid pressure filter 
element. 

Notify direct support main- 


Probabh I aim 
‘‘frozen"' fuel pump, 


Clogged fuel nozzle (burner 
tip) or atomizing bend, 
Defective fuel lines. 

Spark is weak, 

5-gallon gasoline can empty. 


Defective wiring, 


3-"10, Water Too Hot 

Probable pauae 

Safety features of equip- 
ment defective, 

Water flow too slow, 

Clogged strainer in shower 
aseembly. 


pnenthhi remed*/ 

tonanco por.sonnel to ro- 
plnce thn fuel pump, If 
nopoHsary, 0 pern to the M2 
water heater In PURGE 
ON position for a mini- 
mum of 2 minutes, Inspect 
to see that the fnel sup- 
ply system Ih not leaking. 
Inspect to sen that the 
fuel pump shaft if* not 
“frozen," If fuel-pum]) 
“ freezing'’ has occurred, 
it is neco.ssury to slop op- 
erating, U.Hc Iho screw- 
driver to free the .shaft of 
the fuel pump so it will 
turn by a /lick of tbe 
finger. 

Notify organizational main- 
tenance personnel, 

Notify organizational main- 
tenance personnel, 

Notify orgunizationul main* 
ten a nee personnel. 

Refill the gasoline can or 
the fuel supply container 
with fuel, 

Report to organizational 
maintenance personnel, 


Pomhlfi rempflu 

Notify organizational main*' 
< tenaneo personnel, 
Inereaao flow rate of wator 
(TM ;W230-2n8-X2), 

Stop equipment, Cloan the 
screen in the sediment 
strainer (TM 8-4280^203- 
12). Inspect for clogged 
water hoses. Clear the 
water hosos, 
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3-11. Water Not Hot Enough 


rmhfift/r tana* 

WaU^r /lowing thnuj^h tho 
low-pressure heatini^ boil- 
er ioo rapidly. 

Temperature selector valve 
defective. 


/*oa^;W/’ n 

Keduce How rate of water 


K( 3 port to orefanizational 
in a I n ton a n ce j) er son nc 1 . 


Pro^taWe rrtns<? 

Improper positioning of the 
temperature selector valve 
control 

Clogged fuel lines or defec- 
tive (worn) fuel pump. 


Poaaxblc reinedy 

Adjust the temperature se- 
lector valve control to 
correct the temperature. 

Notify organizational main- 
tenance personnel. 


Section IV. COVER PANELS 


3-12. Description and Function 

a. Description. The cover panels comprise the 
cabinet group in the maintenance allocation 
chart. The cover panels (fig. 3-2) consist of the 
storage compartment door (11), end panel (12), 
left side panel (1), right side panel (15), front 
panel (19), right-side skid panel (16), left-side 
skid panels (3 and 23), upper end sheet (22), 
front lop plate (5), rear lop plate (14), and con- 
trol box (20) cover plate. The cover panels are 
painted metal sheets, which are suitably shaped 
or marked for identification and equipped with 
turnlock fastener stud assemblies. Heat-reflective 
pressure-sensitive adhesive tape (13) is applied 
to the inside surface of the end panel (12). Heat- 
reflective pressure-sensitive adhesive tape (2) is 
applied to the inside surface of the left side panel 
(1) and the right side panel (16). The left and 
right side panels are louvered. 

b. Function. The cover panels inclose the inter- 
nal parts of the M2 water heater. The heat-re- 
flective pressure-sensitive adhesive tape mini- 
mizes external surface temperatures of the left 
and right side and end panels that the crew may 
come in contact with. The louvers in the side pan- 
els facilitate a draft of air for combustion and 
cooling ventilation. 

3-13. Maintenance 

a. Inspection. In.spect the condition of the heat- 


reflective pressure-sensitive adhesive tape that is 
on the inside surface of the end and two side pan- 
els. If the tape is exce.ssively blackened or loose, 
replace the tape as I’equired. Inspect the condition 
of the turnlock fastener stud assemblies. If the 
turnlock fastener stud assemblies are broken, 
missing, or defective, notify organizational main- 
tenance peivsonnel. Inspect for dented or bent 
panels. Straighten panels as neces.sary- If sur- 
faces are scratched, or paint is chipped or 
cracked, repaint surfaces as necessary. If panels 
are rusted, notify organizational maintenance 
personnel. Inspect to see that markings, instruc- 
tion plates, and nameplates are legible, properly 
affixed, and clean. 

h. Repair. Repair defective heat-reflective tape 
by replacing with new tape as required. Touch up 
chipped, cracked, scratched, or missing paint 
with one coat of surface treatment finish No. 4.4., 
6.1,1, or 21.5 of MIL-STD-171, color rust-inhibit- 
ing olive-drab .semigloss enamel No, X24087 of 
FED~STD-696. In combat situations, use is au- 
thorized of nonlnfi’ared reflecting quick-drying 
lusterless enamel No. X84087 of PED-STD-596. 
Notify organizational maintenance personnel to 
repaint and restore the complete panels having 
damaged surfaces. The crew is authorized to 
clean the cover panels as required, to remove and 
to install any of the cover panels, if required. 


Section V. WATER TEMPERATURE, FUEL, AND WATER PRESSURE GAGES 


3-14. Description and Function 

a. Description. The water temperature gage is 
described in paragraph 2-6a. The water pressure 
gage is described in paragraph 2-4a. The fuel 
pressure gage is described in paragraph 2-5a. 

b. Function. The water temperature gage indi- 
cates the temperature of the water in the low- 
pressure heating boiler. The fuel pressure gage 
function is given in paragraph 2-5c. The water 
pressure gage indicates the pi’cssure at which 
water is being pumped through the low-pressure 
heating boiler. 


3-1 5. Maintenance 

The crew is authorized to inspect the gages for 
cracked or missing faces, evidence of leaks or 
loose connections, pointers indicating off scale, 
and distorted or missing graduated scales. In- 
spect the water temperature gage for sharp bends 
or evidence of bi’eaks in the capillary tube, In- 
spect to see that pointers are not loose and that 
the water pressure and fuel pressure gage 
pointers indicate zero with the equipment inert 
and the absence of pressure. 

Note. An error the width of the pointer off zero Indi- 
cation is acceptable. 
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1 Left side panel 

2 Heat-reflective pressure-sensitive 

adhesive tape 

8 Rear left-side skid panel 

4 Spark arrester 

5 Front top plate 

6 N ut 

7 Washer 

8 Strip 

9 Tool carrier 

10 Screw 

11 Storage compartment door 

12 End panel 


13 Heat-reflective pressure-sensitive 

adhesive tape 

14 Rear top plate 

15 Right side panel 

16 Right-side skid panel 

17 Screw 

18 Washer 

19 Front panel 

20 Control box 

21 Door stop assembly 

22 Upper end sheet 

23 Front left-side skid panel 


Figure 3-2 — Continued, 


Inspect to see that the water tempei’ature gage ment, notify organizational maintenance person- 
indicates ambient temperature when the equip- nel. 
ment is inert. If inspection reveals faulty equip- 

Section VI. MAIN ELECTRICAL POWER CABLE 


3-16. Description and Function 

ft. Description. The main electrical power cable 
consists of an electrical cable 25 feet long, a cable 
to connector adapter, a 90-degree plug electrical 
connector, and two terminal lugs. A stuffing tube 
is used to prevent the main electrical power cable 
from being pulled loose from the terminal lug 
end of the cable that is fastened inside the con- 
trol box. 

b. Function. The main electrical power cable is 
used to provide external 24- to 28-vdc electrical 
power to the M2 water heater. The cable is 
stowed in the storage compartment when not in 
use. 

3-17. Maintenance 

Warning: Make sure that the main electrical 
power cable is disconnected from the electrical 
power supply before attempting any mainte- 
nance. 

ft. Inspection. Inspect the cable for cracks, evi- 
dence of scorching or burning from having 


crossed over the exhaust stack during use, deteri- 
oration, bare or frayed wiring, and unusual wear. 
Inspect the 90-degree plug electrical connector 
for being out of round, signs of corrosion, loose 
or missing hardware, and that it is filled with sil- 
icone rubber adhesive and sealant. Inspect to 
make sure that the insulation as well as the wir- 
ing inside are unbroken. If inspection reveals a 
faulty main electrical power cable, notify organi- 
zational maintenance personnel. 

b. Cleaning. Keep the main electrical power 
cable as clean as possible at all times. Avoid pass- 
ing the cable through pools of water during use. 
Wipe the cable assembly exposed surfaces and 
the 90-dcgree plug electrical connector with a dry 
rag. 

c. Repair. Repair to the main electrical power 
cable authorized to the crew is limited to using 
(if necessary) sandpaper to rub the terminal lugs 
and the 90-degree plug electrical connector to 
provide good electrical contact. Use grade 00 to 
9/0 sandpaper (not emery paper). 


Section VII. FUEL HOSE ASSEMBLY 


3-18, Description and Function 

ft. Description. The fuel hose assembly consists 
of a fuel tank plug, fuel tank line, fuel supply 
hose, fuel return hose, ground wire, fuel supply 
quick-disconnect coupling half, and fuel return 
quick-diaeonnect coupling half. The fuel supply 
hose, fuel I'eturn hose, and ground wire are each 
26 feet long. The fuel tank line attaches to the 
fuel tank plug and is flexible so that fuel can be 
drawn from a depth of 36 inches. 

b. Function. The fuel hose assembly is provided 


with the M2 water heater to draw fuel from an 
external fuel supply. When not in use, the fuel 
hose is disconnected, drained, and stowed in the 
storage compartment. 

3-19. Maintenance 

ft. Inspection. Inspect the fuel hose assembly 
for cracks, evidence of leaks, signs of deteriora- 
tion, dry rot, loose or missing clamps, and signs 
of wear. Inspect to see that the ground wire is 
welded fast to the flats of the fittings at both 
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ends. In.spect to see that the electrical insulation 
tape holds the fuel supply and fuel return hoses 
and the ground wire together at eight equal 
spaces starting 6 inches from each end. See that 
the tape is in satisfactory condition. Inspect to 
see that end fittings ai'e not out of round and that 
they operate satisfactorily. If inspection reveals a 
faulty fuel hose assembly, notify organizational 
maintenance personnel. 

Section VIII. FUEL AND 

3-20. Description and Function 

■ a. Desoiption. The fuel and water pressui’e 
lines are varying lengths of steel tubing and are 
installed throughout the M2 water heater. Basi- 
cally, they each consist of flared nuts and steel 
tubing. The steel tubing is either one-fourth inch 
or three-eighth inch in diameter. 

0. Fuiictiuu. The function of the fuel and water 
pressure lines is to interconnect working parts in 
the M2 water heater. 


b. Servicing. Servicing of the fuel hose assem- 
bly consists of replacing the electrical insulation 
tape as required. Wrap the fuel hose tightly at 
eight equal spaces starting 6 inches from each 
end. 

c. Repair. If repair of the fuel hose assembly 
beyond replacing electrical insulation tape is re- 
quired, notify organizational maintenance person- 
nel. 

WATER PRESSURE LINES 
3-21. Maintenance 

Inspect the fuel and water pressure lines for 
signs of damage or obstructions, dents, and sharp 
bends. Clean all pressure lines with drycieaning 
solvent and dry thoroughly. Inspect to see that 
the pressure lines do not leak. If the fuel and 
water pressure lines require replacement, notify 
organizational maintenance personnel. 


Secllon IX. WATER HOSE ASSEMBLY 


3-22. Description and Function 

«. Description. The water hose assembly con- 
sists of two pieces of hose, each 13i/$!-feet long, 
which when coupled together can make a hose as- 
.sembly 27-feet long. The water hose assembly is 
made up from a qm'ck-disconnect coupling half, a 
hose to pipe adapter, two shank nuts, seven 
clamping bands, two lengths of hose, and a pipe 
to hose adapter. When the water ho.se assembly 
of this M2 water heater is used with the M9 de- 
contaminating apparatus, a female qiiick-discon- 
nect coupling half must be used. This second 
quick-disconnect coupling half is with the M9 de- 
contaminating apparatus (TM 3-4230-203-12) 
ind i.s connected to the cold water inlet pipe at 
the base of the M2 water heater. 

b. Function. The water hose as.sembly is pro- 
vided with the M2 water heater to transfer water 
to and from the M2 water heater. 


3-23. Maintenance 

Inspect to see the condition of the gaskets, hose 
clamps, connectors, and two lengths of hose. Look 
for cracks, broken or missing parts, evidence of 
deterioration, damage caiused by vehicles passing 
over the hose, and damage from gasoline, oil, or 
grease. Inspect the threaded parts for nicks, 
burrs, and being out of round. Inspect other 
metal parts for damage that would affect opera- 
tion and hook up. Notify organizational mainte- 
nance personnel if inspection reveals faulty 
equipment. Keep the water hose external surfaces 
clean of debris and foreign matter by flushing 
and washing with hot soapy water. Rinse with 
fresh water and dry thoroughly. Sotre the hose 
when not in use in the storage compartment. (If 
the M2 water heater is being used with the M9 
decontaminating apparatus, one of the two 
quick-disconnect coupling halves was initially 
stored with the M9 decontaminating apparatus 
before it wa.s put in use.) 


Section X. IDENTIFICATION PLATES 


3-24. Description and Function 

a. Description, FigureT-5 shows the identifica- 
tion, instruction, and name plates. They are ce- 
mented fast to the equiprrient. 

b. Function. These plates provide the crew 
with pertinent information concerning parts of 


the M2 water heater, as well as a brief descrip- 
tion of the operating instructions. 

3-25, Maintenance 

The identification, instruction, and nameplates 
must be inspected to see that they are legible, 
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properly fastened in place to the equipment, not. 
ripped, printed over, slashed, or torn. If inspec- 


tion reveals that nameplates are damaffed, notify 
organizational maintenance personnel. 


Section XI. HEAT-REFLECTIVE PRESSURE-SENSITIVE ADHESIVE 
TAPE AND PAINTING 


3-26. Description and Function 

u. Dcucriptioj}. Heat-reflective pressure-sensi- 
tive adhe.sive tape (hereinafter referred to as 
tape) is applied in strips to the inside surface of 
the end panel, the inside surfaces of the left and 
riithl side panels, the outside surface of the con- 
trol box cover plate, and over the insulation on 
the back of the control box sage panel. Each 
strip of tape is 3 inches wide and is aluminized 
(reflective) on the outer surface. 

Caution: Do not remove heat-i’eflective pres- 
sure-sensitive adhesive tape. 

Touch up paint (one coat) of finish No. i. l, h.1.1, 
or 21.3 of MlL-STD-171, No. X21087 olive-drab 
(semigloss) of FED-STD-5()5 is authorized as 
required. 

h. Function. The tape i.s used to reflect heat es- 
caping from the low-pressure heating boiler, 


which minimizes external temperatures of cover 
panels that operating personnel may come in con- 
tact with. Paint is applied on the other parts of 
the cover panels to protect the metal surfaces, 
preserve appearance, and prevent rust, 

3-27. Maintenance 

The crew i.s authorized to clean the dirt and soot 
off of the heat-reflective surface of the tape to 
preserve the bright and shiny surface. The crew 
is permitted to use paint to touch up the remain- 
ing painted surfaces as I’equired. Exercise care to 
avoid painting over identification, instruction, 
and nameplates, rubber grommets, tape, water 
and fuel hoses, and the main electrical power 
cable. If maintenance beyond this described is re- 
quired, notify organizational maintenance person- 
nel. 
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CHAPTER 4 

ORGANIZATIONAL MAINTENANCE INSTRUCTjONS 


Section I. SERVICE UPON RECEIPT OF EQUIPMENT 


4-1. New Equipment 

a. General. The faces of the gages on the con- 
trol panol are covered with protective paper and 
cloth tape. The entire M2 water heater is covered 
with a plastic cover, 

b. Vnloadmcj. The M2 water heater will be re- 
ceived from direct support maintenance personnel 
as an uncrated skid, Use suitable equipment to 
lift or tow the skid from the carrier to the organ- 
ization receiving dock, 

c. Unpncimig. Inspect to see that the equipment 
is complete by in.specting it against the packing 
list. Make sure that the special tools, accessories, 
and TM 3~’1410-201~12 are with the equipment. 
Inspect to see that markings comply with AR 
Tde-I, 

(1. Removing Protective Material. Remove all 
preservative compounds (if pre.sent), side panels, 
and preservative tape from the equipment. It is 
neces.sary to remove the side panels to remove 
barrier material from the combustion air intake, 
combustion air blower motor, fuel ignition drive 
motor, combustion air pressiu’e switch S3, and so- 
lenoid valve LI. Where necessary, use any suit- 


able solvent to remove residual preservative ma- 
terial. 

Caution: Do not remove the heat-reflective 
pressure-sensitive adhesive tape that is applied 
in strips to the inside surface of the end panel, 
the inside surfaces of the left and right side 
panels, the outside surface of the control box 
cover plate, and over the insulation on the back 
of the control box gage panel. 

e. Preparation for Operation. Perform the be- 
fore-operation services for the M9 decontaminat- 
ing apparatus (TM 3-4230-203-12) and the be- 
fore-operation services for the M2 water heater 
(para 3-4). 

4-2. Used Equipment 

Service a used M2 water healer in the .same man- 
ner as a new one (para 4-1). Examine a used 
equipment closely for sign.s of wear, damage, and 
missing parts. Cori-ect deficiencies or notify di- 
rect suppoi't maintenance personnel. Make appro- 
priate entries in the equipment logbook (TM 
38-750). 


Section II. PAINTING 


4-3. General 

Organizational maintenance personnel are autho- 
rized to repaint any cracked, scratched, blistered, 
or rusted areas of cover panels or components. 
Clean the marred surfaces until bare metal is ex- 
posed by using a wire brush, sandpaper, or suit- 
able cleaning solvent. Do not paint hoses, name- 
plates, glass faces of gages, heat-reflective tape, 
electrical contact points, warnings, or other spe- 
cial markings. See TM 9-213 for special painting 
instructions, 

4-4, Paints to be Used 

a. Primer. Treat all worn or scratched exterior 
surfaces with one coat of surface treatment 


cleaning method finish No. 4.4, followed by sur- 
face treatment finish No. 5.1.1, 5.1.2, or 5.2 of 
MIL-STD-171. 

h. Final Coat. Touch up all exterior surfaces 
with noninfrared reflecting quick-drying paint 
system 21,5 of MIL-STD-171, color rust-inhibit- 
ing olive-drab semigloss enamel No. X24087 of 
FED-STD-595. In combat situations, use is au- 
thorized of noninfrared reflecting quick-drying 
paint system 20.4, 20.6, or 20.8 of MIL-STD-171, 
color rust inhibiting olive-drab lusterless enamel 
No. X34087 of FED~STD-695. Install, restore, or 
add markings to the M2 water heater as required ' 
to comply with AR 746-5. 
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Section 111. ORGANIZATIONAL PREVENTIVE MAINTENANCE INSTRUCTIONS 


4-5. General 

The iiislructions in this section apply to organiza- 
tional maintenance personnel responsible for 
maintaining the i\I2 water heater. The purpose of 
preventive maintenance services is to detect the 
first signs of assembly failure in the equipment 
and to insure that appropriate corrective action is 
taken before expensive and time-consuming re- 
pairs or rejilacements are required. 

ft. Vifiuctl Inspection. Make a thorough visual 
inspection of the kI2 water heater to see that no 
hardware is loose or missing, that all parts and 
accessories are present and in good condition. 
When necessary, tighten or replace hardwai'c. 
Replace mi.ssing parts if authorized (app. C). 

b. Fuel. When the M2 water heater is to be 
used, one of the approved fuels (combat automo- 
tive gasoline type I {MIL-G-305fiB) ; jet fuel, 
grade .TP-4 (MIL-J-562 IF) ; kerosene (VV-Tv 
211d) ; or burner fuel oil, grade No. 2 
(VV-F-8l.h2) ) must be used to fire the low-pres- 
sure heating boiler. 

Note. If combnt automotive giisolinc is being used, 
mix 1 pint of No. 2 diesel fue) oil per 5 gallons of gasoline, 
to prevent “freezing” of the fuel pump. 

4-6. Before-Operation Services 

Perform all before-operation services described 
in paragraph 3-4. 


4-7. After-Operation Services 

Perform all after-operation .services described in 
paragraph 3-fi. 

4-8. Preventive Maintenance Checks and 
Services 

ft. Purpose. The preventive maintenance checks 
and sc'rvices (table 4-1) provide organizational 
maintenance personnel with a list of maintenance 
services which must be performed at the pre- 
scribed intervals. U.se the list to make sure that 
all reiiuired maintenance is accomplished If cor- 
rective action is not authorized at organizational 
level, report equipment faults to direct support 
maintenance personnel. 

b. Explanation of Columns. A number under 
the weekly or monthly heading in the “Interval 
and sequence No.” column indicates that the ser- 
vices oppo.site the number must be performed at 
the prescribed interval. The number also indi- 
cates the sequence in which the service must be 
performed and i.s the “TM Item No.” referred to 
on DA Form 2404 (TM 38-7fi0), Weekly .services 
must be performed weekly or after 60 hours of 
operation, whichever occurs first. Monthly .ser- 
vices mu.st be performed monthly or after 240 
hours of operation, whichever occur.s first. 


Table Preventive Maintenance Checks and Services 

Organizational Maintenance Category Weekly and Monthly Schedule 


Interval and 

sequence No, Item to be 

inspected 

Wccbly Monthly 


1 , , 10 Publications 


2„, . External surfaces 


3 12 Markings and identification.,- 


4 13 Tools and accessories 


Procedure 


PaiflRraph 

reference 


See that a copy of TM 3-4410-201-12, TM 3- 
4230-203^12, LO 3-4 230-203'- 12, and the 
equipment logbook (TM 38-750) are present 
with an M2 water heater that is being used 
with an M9 decontaminating apparatus. 
Make sur" that entries in the eouipmont log- 
book are current and that the manuals are 
in good serviceable condition. 

Inspect the genex'al appearance of the M2 
water healer. Pay particular attention to 
cleanliness, and loose, missing or damaged 
hardware. Look for evidence of leaks. In- 
spect the condition of painted surfaces. 

Inspect the M2 water heater, paying particular 
attention to cleanliness, legibility of name- 
pi ate.s, markings, identification, and condi- 
tion of painted surfaces. 

Inspect to see that the special tools and acces- 
sories are in the tool carrier or in the 
storage compartment, and that they are in 
good condition. 


3-45, 4-5, 

4-6 


3-45, 3-6a, 4-5, 

4-6 


3-4(1, 4-5, 4-6 


3-1, 3-2, 4- Ic, 4- 
19, 4-20 
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TahCe Jf~U Preventive AIamte?iajice Checks and Service — Continued 



Interval niui 

■kCiiuenfe No 

Item to l>e 

ProceiKii u 

r<'feiencc 

Wi 

jekly MontKb’ 



5 

M 

Water hose assembly 

Inspect condition of gaskets, connectors, and 
threads. Replace gaskets, if required. Inspect 
the hoses for cracks, splits, or deterioration. 
Replace if nece.ssary. 

3-22, 3-23, 4-25, 

4- 2(; 

6 

Ifi 

End and side panels 

Inspect the condition of the heat-refiective 
pressure-sensitive adhesive tape. Clean as 
required. Replace as needed. 

3-12, 3-13, 4-17, 
4-18 

7 

1(3 

Spark arrester 

Inspect the condition of the spark arrester in 
the exhaust stack for possible damage to the 
screen. If screen is torn or has puncture 
holes, replace the spark arrester. 

4-31, 4-32 


17 

M2 water heater detailed in- 
spection. 

If M2 water heater has not been used for 6 
months, operate the M2 water heater and 
perform all operator maintenance chocks and 
services. 

2^7, 2-8, 3-4, 3-5, 
3-6 

8 

18 

Fluid pressure filter and skid 
assembly. 

Inspect condition of fluid pressure and skid 
assembly. Clean the fuel filter body and 
cover, if necessary. If inspection reveals n 
leaking or defective fuel filter, replace filter 
element. 

4-35, 4-36 

9 

19 . 

Records - * , 

Keep records complete (TM 38-750). Inspect 
the equipment logboolc to see that the prop- 
er entries have been made. 

1-2 


Section IV. ORGANIZATIONAL TROUBLESHOOTING CHART 


-9. General 

bis section contains information useful in locat- 
iff anrl corroding’ malfunction.^ that mfty develop 
i the M2 water heater. Bach malfuiietion is foi- 
wed bj' a description of probable causes and 
)s.sible remedie.s. Remedies are indicated which 
list be applied by direct support maintenance 
Tsonnel. Additional troubleshooting informa- 
)n i.s contained in paragi'aph.s 3-8 through 3-11. 


-10. M2 Water Heater Does Not Heat Water 


Probable canee 

fcctivo flame switch S2. 


ipro|)er water Input con- 
nections. 

mclofiuaLe fuel supply. 

efective wiring or thermo- 
static (temperature limit) 
switch SI. 

nition cable defective. 

nity cjeetrica! power 
^ource from 2J-vde truck 
mltery. 


Pcsatble revtetly 

Replace the defective flame 
switch S2 (para 4-32c 
(D). 

Change inlerconnecting hose 
connections on equipment. 

Inspect anrl replenish fuel 
supply In fi-gallon gaso- 
line can. 

Report to direct support 
maintenance personnel. 

Report to direct support 
maintenance personnel. 

Inspect electrical cable and 
connectors. Inspect to see 
that toggle switch on hood 
and panel assembly sup- 
port plate (TM 3-4230- 
203-12) if? on, and that 
fuse in the power line is 
good. 


4-1 T. CombusHon Air 
Operate 

Probabh 

.Plug connector on combus- 
tion air fan motor loose. 
Defective wiring, 

Defective combustion air 
blower motor Bl, 


Blower Motor Does Not 

Possible rrmed}/ 

Tighten the plug connection 
(G, fig, 2-1). 

Report to direct support 
maintenance personnel. 
Report to direct support 
main ton anco personnel, 


4-12. Fuel and ignition Drive Motor Does Not 
Operate in PURGE ON Position 

PrehaUc came 


Plug connector on combus- 
tion air fan motor loose. 
Defective flame switch S2. 


Defective ignition relay ICl. 

Defective or ^'frozen*' fuel 
pump. 

Defective heater control 
switch S4. 

Defective wiring or improp- 
er electrical connections. 


Defective fuel and ignition 
drive motor R2. 


Poseifjlr remedu 

Tighten the plug connection 
(6, fig. 2-1). 

Replace tlio defective flame 
switch S2 (para 4-32 c 
(D). 

Report to direct support 
maintenance personnel. 

Perform procedure in para- 
graph 3^4c. 

Report to direct support 
maintunance personnel. 

Report to direct support 
maintenance per.sonnel or 
inspect heater control 
switch position. 

Repoi't to direct support 
maintenance personnel. 




4-13. Fuel and Ignition Drive Motor Does Not 
Restart When Heater Control Switch is 
Positioned to HEATER ON 


rnntdtj 

Roplace timu delay lohiv 
TD-1 or TD»2 (pani -1 - 

Report to direct .support 
maintenance p o r .s on n el . 

Report to direct support 
rn a I n t o n a nc ( ' personnel 

Report to direct support 
maintenance personnel. 

Report to direct support 
maintenance personnel. 

Report to direct .support 
maintenance personnel. 


Posmiilc icmt'd}/ 

Inspect and, if the fuel lines 
leak, notify direct support 
maintenance personnel. 
Clean or replace clof^ffcd 
fluid pressure filter ele- 
ment (para 4-366). 

Report to direct support 
maintenance personnel. 
Replace the broken drive 
arm (para 4“36d). 

Report to direct siippoi t 
maintenance personnel 
Report to direct support 
maintenance person n el . 
Report to direct support 
maintenance personnel. 
Report to direct support 
maintenance personnel. 


I^OButhiv remedu 
Rotate clockwise. 


Prohuhlt’ 1 ntiBC 

Defective TD-1 2-Hecond or 
Tn-2 120-second time de- 
lay relay, 

Lns*? of combustion air. 

DefocLIve ignition relay Kl. 

Defective combu.stion air 
pi ensure switch S3. 

Defective thermostatic (tem- 
perature limit) switch SI. 

Defective wiring. 


Adjust or replace the com- 
bustor Ignition plug (para 
4-32c(2)). 

Report to direct support 
maintenance personnel, 

In.spect to SCO if fuel is ex- 
hausted. Replenish fuel 
supply. 

Inspect for dents^ block in 
line, or leak. Report to di- 
rect support maintenance 
personnel. 

Glean or replace clogged 
fluid pressure filter ele- 
ment (para 4-366). 

Clean fuel nozzle. If defec- 
tive, replace. If defect is 


Ignition cable dofoi'tivc. 

Magneto dll VO at m oi driven 
arm biokiMi 
defective fuel system. 

Defective fuel and ignition 
drive motor. 


Kxces.sive water temper a - 
lure (18K" F. 212^ F. 
or gi cater) as a result of 
defective or an out <if 
adjustment TEMPERA- 
TURE SELECTOR valve. 
Water discharge rate is not 
high enough. 


Fluid pressure filter eleimmt 
defective or eloggeci 

Defective fianie switch S2, 
TEMPERATURE SE- 
LECTOR valve set im- 
properly. 

Defective comliiistor ignition 

plug. 

Magneto points improperly 
.set or magneto defective, 

Inadequate fuel supply. 


Defective fuel linos (clogged 
or leaking air). 


Fuel atomizing nozzle dirty 
or defective 


TEMPERATURE SELEC- 
TOR valve defective oi 
out of adjustment. 

Loss of combustion air pros- 
suie or defective air pres- 
sure switch S3. 

Defective thermostatic (tem- 
perature limit) .switch SI. 

Defective fuel and ignition 
system. 

Defective wiring. 


beyond authorized repair, 
report to direct support 
maintenance IJei sonnoL 
Report to* din’cL support 
maintenanco personnel. 
Replace the broken drive 
arm (para 4 -36^). 

Ht'port to direct support 
nui i n te na nee per .son ne i . 
Report to direct support 
maintenance por^ onneL 


Pa»9iUli rv Tiled ri 

Adjust temperature selector 
valve. Report to diiect 
support maSiilenaiKT pei’- 
sonnel. 


Increase water demand. In- 
.spect for clogged hoses or 
debri.s in linos. Re.^tnrt 
the M2 water heater. 

Clean or repUice the clogged 
fluid ]> res a lire filter cle- 
ment (para 4 -30 6). 

Replace flunu' switidi (para 
4 “32c ( I ) ) , Rotate clock- 
wise. 

Adjuf-t or n ‘place combustor 
Ignition plug (para 4-32 c 
( 2 )), 

Perform magneto set vicing. 
Report io direct support 
in a in to nance personnel. 

Inspect fuel .supply. Rephm- 
ish fuel supply, if ru- 
qnirod. 

Inspect for denis, block in 
line, or leak. Notify diiect 
support maintenance per- 
.sonnel. 

Clean fuel atomizing nozzle. 
If defective, replace the 
fuel nozzle (para 4 -32c 
( 2 )). 

Report to direct supiiorl 
maintenaneo pcr.sonnel. 

Report io direct support 
niaintenanco personnel. 

Report to direct support 
maintcruvncG personnel. 

Report to direct support 
mi i i n ten a nee per son n el . 

Report to liirect .support 
m ai n te n a nc e p er soune 1 . 


4-14. Desired Fuel Pressure Cannot be 
Obtained 


l*rohah{c tanee 

Defective fuel lines. 


Clogged fill id presBure fuel 
filter. 

Defective fuel pressure gage. 

Fuel pump drive arm or 
driven arm broken. 

Defective fuel pump. 

Low voltage power supply. 

Defective TEMPERATURE 
SELECTOR valve. 

Defective fuel and ignition 
drive motor 132, 


4-15. Fuel Fails to Ignite 


Prohiiblv cause 

TEMPERATURE SELEC- 
TOR valve set improperly. 
Defective combustor ignition 
plug. 

Magneto points improperly 
set or magneto defective. 
Inadequate fuel supply. 


Defective fuel lines (clogged 
or leaking air), 


Clogged fluid pressure fuel 
filter. 

Fuel nozzle holder and fuel 
nozzle dirty or defective. 


4-16, M2 Water Heater Shuts Down Durin0 
Operation 

l^rolmhU 


Section V. SIDE, END, AND FRONT PANELS 


4-17. Description and Function 

a. Description. The left .side panel (1, fig. 3-2), 


right-.side skid panel (Hi), end panel (12), and 
front panel (19) are described in parapfraph 
3-12a. 
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b. Function. The function of the panels is con- 
tainefl in piiragraph 3-l2h 

4-18. Mointenance 

a Inspection Inspect to see that the side, end, 
and front panels are not bent, and that parts are 
not rusted, <lirt.v, corroded, or missing. See that 
markings and plates are legible, in good condi- 
tion, and properly mounted. 

b. Clcaninf) Clean the panel surfaces with a so- 
lution of hot soapy water; then follow with a 

Section VI. 

4-19. Description and Function 

a. Description. The tool carrier is made of can- 
vas and is attached to the storage compartment 
door with screws, washers, nuts, and two metal 
strips. 

b. Function. The tool carrier is used to store a 
copy of TM 3-4410-201-12, one pair of slip joint 
plier.-?, one flat tip screwdriver, and one adjusta- 
ble open end wrench with the M2 water heater at 
iill times. 

4-20. Maintenance 

a. Inspection. Inspect to see that the tool car- 

SectionVIl. CONTROL 

4-21. Description and Function 

a. Description. The control box cover plate (1, 

Rg, 4-1) con.sists of a metal plate with seven 
screw holes, one cutout for a rubber grommet 
(3), and heat-reflective pressure-sensitive adhe- 
sive tape (2) . The cover plate is also painted. 

b. Function. The cover plate is installed on the 
•ear side of the control box to protect the compo- 

.lents that are within the control box. The heat- 
reflective pressure-sensitive adhesive tape is ap- 
olied to the outside surface of the cover plate to 
reflect heat from the low-pressure heating boiler. 

The cutout and rubber grommet are used to pass 
he capillary tube of the temperature selector 
.^alve from inside the control box to the low-pres- 
iure heating boiler. 


4 — 22. Maintenance 

a. Removal. Remove the left side panel (1, fig. 
—2). Remove seven .self-tapping screws (4, fig, 
—1) and lockwashers (5) that fasten the cover 


rinse of fresh water. Use a suitable cleaning sol- 
vent, if necessary, for stubborn stains, grea.se 
spots, and other foreign matter, Wipe all surfaces 
with a clean dry cloth. 

c. Repairs. Repairs to the paneKs consist of re- 
painting surfaces that reciuire paint, restoring all 
markings, straightening bent or deformed panels, 
or replacing an individual panel as a unit, if re- 
quired. If turnlock fastener stud assemblies are 
broken or damaged, notify direct support mainte- 
nance personnel to make the necessary repairs. 

TOOL CARRIER 

rier is not damaged and that all the hardware is 
tight. In.spect to sec that the canvas material is 
not ripped, frayed, or oil smeared. 

b. Cleaning. Clean the tool carrier using meth- 
ods and materials pre.scribed in FM 21-15, 

c. Removal. Remove four nuts, wa.shors, and 
.screws that fasten the two strips to the storage 
compartment door. Remove the strips and the 
canvas tool carrier as a unit. Replace a.s neces- 
sary. 

d. Installation. Install the two strips in the 
canvas tool carrier. Install the two .strips and the 
canvas tool carrier to the storage compartment 
door using four screws, washers, and nuts. 

BOX COVER PLATE 

plate (1) to the control box. Remove the cover 
plate by working the rubbei* grommet (3) and 
capillary tube (of the temperature selector valve) 
clear of the cover plate cutout, 

b. Inspection. Inspect the condition of the 
heat-reflective pressure-sensitive adhesive tape, 
the rubber grommet, and the paint. 

c. Servicing. Replace the heat-reflective pres- 
sure-sensitive adhesive tape as required. Touch 
up the painted surfaces as required (para 4-4). 
Be careful not to dull the bright surface of the 
heat-reflective pressure-sensitive adhesive tape. 

d. Repair. Replace the rubber grommet, if de- 
fective. Replace any missing screws or washers. 
Straighten bent cover plate as necessary. 

e. Installation. Insert rubber grommet over the 
capillary tube. Position the cutout of the cover 
plate over the capillary tube and work the rubber 
grommet into place on the cover plate. Aline the 
screw holes and fasten the cover plate to the con- 
trol box using seven self-tapping screws and lock- 
washers. Install the left side panel. 
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1 CovGi' plate 

2 Hoat-rG^lc*ctive pi’ossure-soiisitivo 

acthesivo tape 


.1 Rwbber R-roniniet 

4 Self-tapping* f>erew 

5 Lock was her 


Figure Jt~t, Control hnr cover plate. 


Section VIII. CONTROL BOX ASSEMBLY 


4-23. Description and Function 

ft. Desenption. The control box (1, fig. 4-2) aa- 
sembly is an L-shaped box that house.s the con- 
trols and instruments and is mounted on the 
front of the M2 water heater. 


/). FuvetioH. The control box assembly clusters 
the controls and instruments needed to operate 
the M2 water heater in one place for one-man op- 
eration. 
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MU-E-356-12-4.2 


1 Control box 

2 2-secoiid time delay relay (12 No, 

2 relay) 

3 120' (±36) second time delay re" 

lay) (12 C 120 relay) 

4 Tube clamp 

5 Screw 


6 Tube damp 

7 Tube socket 

8 Nut 

9 Nut 

10 Inte^-nal tooth lockwasher 

11 Screw 

12 Relay support 


Figure 4-2. Time delay relaya.j'eynoval and installation. 



4-24. Maintenance 

a. General. The 2-aecond time delay relay (2) 
TD-I and the 120- (±35) second time delay 
relay (3) Tn-2 are to be maintained by organiza- 
tional maintenance personnel. The.se electron 
tubes are located in, side tho control box assembly. 

h. Inspection. Perform a visual inspection of 
control box components for obvious defects. In- 
spect to see that electrical wiring ha.s no defects, 
and that all connections are tight and go to cor- 
rect terminals. Inspect to see that the fuel line 
and pressure sensing lines do not leak. 

c. Servicing. Servicing of the control box com- 
ponents consists of cleaning internal parts, re- 
placing defective heat-reflective tape, touching up 
scratched surfaces with paint as necessary, and 
re.storing legibility of identification plates. 


f/. Repairs. Repairs are limited to tightening 
too.se fittings on fuel and pressure lines and re- 
placing the time delay relays TD-1 and TD-2 if 
defective, 

(1) Removal of TD--1 or TD-2 time delay 
relays, Remove the control box cover plate (para 
4-22a), Loosen the tube clamp (4 or 6, fig. 4-2) 
that fastens the tinie delay relay (electron tube) 
to tho relay support (12), Remove the defective 
relay (electron tube) and replace it if it is faulty. 

(2) Installation of TD-1 or TD--2 time delay 
relays. Replace with a new TD-1 (2-socoiicI) or 
TD-2 (120- (±35) second) time delay relay 
(electron tube) at the proper tube socket, With 
the electron tube plugged into the tube socket, 
tighten the tube clamp in place, Install the con- 
trol box cover plate (para A-22e ) . 


Secflpn IX, WATER HOSE ASSEMBLY 



1 eo*’ pipe elbow 

2 Hose straight r *npter 
Qulck'-dlsconneob coupling half 

4 18 la-foot long water hose 

5 Stem and shank nut 
0 Gasket 

7 Gasket 


Figure Water 

4-25. Description and Function 

a. Desmptio'iu The water hose assembly con- 


MU. E. 356-12^4-3 


8 Stem and shank nut 
f) laVyrfoot long water hose 

10 I lose straight adapter 

11 Female quick-diseonnect coupling 

half. FSN 4730-371-9084 (from 
M9 decontaminating apparatus, 

TM 3-4230-208-12) 

12 Storage compartment 

hone aeeemhJg, 

ai.sts of a quick-cliscomiGct coupling half hose 
adapter (2, fig. 4-3) that is .screwed in the 90” 
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pipe elbow (1) in the storage compartment (12), 
quick-disconnect coupling half (3), 13io-foot 
long water hose (d), stem and shank nut (a) end, 
gasket (h), hose adaptor (iO), IStj-foot long 
water hose (9), stern and shank nut (8), and a 
gasket (7). These two hoses inaj'^ be screwed to- 
gether as an assembly. 

h. Funcfioyi. The water hose assembly is pro- 
vided with the IVr2 -water heater to ti'ansfer the 
water to be heated from the JT) decontaminating 
apparatus to the M2 -water heater and the heated 
water back to the M9 decontaminating apparatus. 
Female quick-disconnect coupling half (11) must 
be screwed on the hose straight adapter (10) to 
complete the necessary connections to transfer 
water. 


4-26. Maintenance 

Inspect the condition of the water hose assembly. 
Be sure there are no nicks or breaks in the gas- 
kets in the connecting shank nut ends, and that 
the hose is not cracked, cut, damaged, flattened, 
or deteriorated. Inspect to see that the hose 
clamping bands are present and are in good con- 
dition. Replace the gaskets as required. Flush the 
hose with a solution of hot soapy water. Rinse 
with clear water. Inspect the threaded parts for 
nicks, burrs, being out of round, or other damage 
that would affect operation. Repair or notify di- 
rect support maintenance personnel to replace the 
defective parts. 


Section X. FUEL HOSE ASSEMBLY 



MU.E.356-12-4-4 


Fuel return quiek-diaconnect coupl- 4 Puej return hose 8 Fuel supply hose 

in half H Electrical insulation tape ® hose straight adapter 

Pjpe to hose straight adapter (j, tank plug 1“ supply quick-disconnect coup! 

Ground wire 7 Pucl tank line ing half 


Figure Fuel hose aeeembly. 


4-27, Description and Function 

a. Description. The fuel hose assembly is a 
three-hose unit that is joined to a standard size 
fuel tank plug. The fuel hose consists of the fuel 
return quick-disconnect coupling half (1, fig. 4-4), 
pipe to hose straight adapter (2), ground wire 
(3), fuel return hose (4), electrical insulation 
tape (5), fuel tank plug (6), fuel tank line (7), 
fuel supply hose (8), pipe to hose straight 
adapter (9), and a fuel supply quick-disconnect 
coupling half (10). 

b. Function. The fuel hose assembly is provided 
with the M2 w'ater heater to draw fuel from an 
external fuel supply. 

4-28. Maintenance 

a. Inspection. Inspect the fuel hose assembly 
for condition of the ground wire. Make sure that 
it is not broken and that it is welded fast to the 
wrench flats of both ends of the length of hose. 
Inspect the condition of the fuel supply and the 
fuel return hoses, the condition of the flexible 


fuel tank hose, and make sure that the electrical 
insulation tape holds the hoses together at eight 
places. Inspect to see that the threads on the fuel 
tank plug are not damaged. Inspect to see that 
the fuel return and the fuel supply quick-discon- 
nect coupling halves are undamaged and are not 
fouled with foreign matter. If the ground wire 
welded ends are broken loose, notify direct sup- 
port maintenance personnel. 

b. Servicing. Replace electrical insulation tape 
as required. The fuel supply hose, ground wire, 
and fuel return hose must be wrapped tightly to- 
gether at a minimum of eight places starling 6 
inches from each end. Remove foreign matter 
from the open ends of the fuel hose by soaking 
the ends in a suitable drycleaning solvent and 
shaking them dry. 

c. Repair. Organizational maintenance person- 
nel are authorized to remove and replace the fuel 
tank hose assembly or to replace electrical insula- 
tion tape as required. 


Section XI. MAIN ELECTRICAL POWER CABLE 


4-29. Description and Function 

a. Description. The main electrical power cable 
(fig. 4-5) consists of a two-wire electrical cable 
that is 25 feet long (3), electrical connector cable 
clamp (2), 90° angle electrical plug connector 
(1), and two terminal lugs (8 and 9). The main 
electrical power cable is stowed in the storage 
compartment (5) and is attached to the M2 water 
heater at terminals A2 or relay Kl and the 
ground lug. A stuffing tube (4) in the storage 
compartment (5) is used to grip the electrical 
cable tightly and thereby prevent the electrical 
cable from being inadvertently pulled loose. 

b. Function. The main electrical power cable is 
used to pi’ovide external 24- or 28-vdc electrical 
power to operate the M2 water heater. 

4-30. Maintenance 

Inspect the main electrical power cable for cracks 
in the length of cable, broken insulation, exces- 
sive wear, and connector being out of round. Re- 


move the right side panel and the control bf 
cover plate. Inspect the terminal lug (8 and 
endings of the main electrical power cable. If tl 
detailed inspection of the electrical power cal 
reveals a faulty cable, the cable is to be remov 
and replaced as a unit, Disconnect the grour 
wire terminal lug from the ground lug (8). D' 
connect the black (or hot) power wire termh 
lug from terminal A2 of ignition relay Kl ( 
Unscrew the stuffing tube (4) from the pipe i 
pie. Slide the washer up the cable and work u 
rubber gasket out of the pipe nipple by using t 
fingers. Carefully pull the main electrical po’ 
cable terminal lug end through the adapter in 
top front plate. Separate the washer, rubber 
ket, and stuffing tube. Notify direct support m 
tenance personnel to repair the defective cj 
Installation of a main electrical power cab'*- 
the reverse of the removal procedure used h 
paragraph. 





1 90® angle electrical plug connector 

2 Electrical connector cable clamp 

3 Two-wire electrical cable, 25 feet 

long 

4 Stu fling tube 

5 Storage compartment 


0 Conti ol box (outside surface) 

7 Control box (cover plate removed) 

8 Ground lug (white-coated wire ter- 

minal) 

9 Power lug (ignition relay Kl, black- 

coated wire terminal A2) 


ytr/uro 4-5 — Continued. 


Section XII. LOW-PRESSURE HEATING BOILER 


4—31. Description and Punction 

ft. Description. The low-pressure heating boiler 
iiichKle.s the low-pressure boiler, combustion 
chamber, combustion air blower motor and fan, 
flame switch, nozzle holder, ignition plug, spark 
arrester, exhaust stack, refractory box, pressure 
relief valve, and ignition cable. The boiler is the 
largest and heavie.st part of the M2 water heater. 

b. Function, The low-pressure heating boiler is 
where the actual heat exchange takes place. Part 
of the burning of the fuel occurs in the combus- 
tion tube or bottom half of the boiler. At the rear 
of the boiler the heat is deflected by the refrac- 
tory box and retuims through tube.s with turbula- 
toi’s to effectively exchange the maximum of re- 
maining heat. The exhaust fumes escape from the 
boiler through the spark arre.ster and the exhaust 
stack. The low-pressure heating boiler is used to 
heat water in large tpiantitics. 

4-32. Maintenance 

a. Inspection. Inspect to see that electrical wires 
are not charred, insulation is not bi’oken, wii'es 
are not bare, and that connectoi’s are not loose or 
missing, Inspect to see that exhaust stack insula- 
tion is not broken, loose, or missing. Inspect for 
evidence of steam or water leakage from the 
boiler. If any of these things has occurred, notify 
direct support maintenance personnel. 

b. Serviemg. Servicing of the low-pressure 
heating boiler consists of cleaning all exposed 
surfaces, guarding again.st ru.st and corrosion, 
and removing and replacing the combustor cover 
plate in order to remove and replace the nozzle 
holder. Then inspect or replace the combustor ig- 
nition plug. Clean off the spark arrester in the 
exhaust stack, and touch up the painted surfaces 
with paint as required. U.se a suitable cleaning 
.solvent for cleaning and dry thoroughly. 


c. Repairs. 

(1) Flame switch. Remove five screws and 
wa.shers that fasten the side exhaust insulation 
cover to the exhaust insulation cover and cabinet 
frame, Remove three washers and nuts that fas- 
ten the cover to the boiler and remove the cover. 
Disconnect the electrical wiring from the flame 
switch. If the electrical wiring to the flame 
switch or the rubber grommet in the boilex 
header recpiires replacement, notify direct sup- 
port maintenance personnel to make necessary re- 
pairs. U.se a five-eighth-inch open-end wrench 
and remove the flame switch from the exhaust 
stack. Installation of the flame switch is the rev- 
erse of the removal procedure. 

(2) Nozzle holder and combustor ignition 
plug. Remove the combu.stor cover plate. Discon- 
nect the two fuel .steel tubes from the combustor 
nozzle holder. Disconnect the ignition cable as- 
sembly from the holding bracket. Rotate the com- 
bustor nozzle clamp to clear the holding bracket 
and remove the nozzle clamp and combustion 
plate as a unit from the combustor assembly. 
Clean all parts thoroughly in a suitable dryclean- 
ing solvent and examine for cracks, breaks, ob- 
structions, damaged thvaad.s, and deterioration. 
Measure the gap between the ignition plug elec- 
trode and the electrode on the combustor plate. If 
the ignition plug is unserviceable, replace with a 
new ignition plug. The gap should be 6/32-inch, 
Proper gap may be obtained by bending the elec 
trode on the combustor plate, Inspect the nozzle 
holder as a unit and replace the oil burner nozzk 
if defective or unserviceable. Installation of the 
nozzle holder, ignition plug, ignition cable, and 
the combustor plate is the reverse of removal, 

(3) Other boiler repairs. Any repairs of the 
boiler beyond these described above are not au- 
thorized, and direct support maintenance person- 
nel must be notified for correction of deficiencies. 


Section XIII. HEAT-REFLECTIVE PRESSURE-SENSITIVE ADHESIVE TAPE 

4-33. Description and Function b. Fvneiion. Refer to paragraph 3-266 for the 

ft. Description. Refer to paragraph 3-26a for a function of heat-reflective pressure-sensitive ad- 
description of heat-reflective pres.sure-sensitive hesive tape, 
adhesive tape. 
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4~34. Aftaintencmce 

If the heat-rcflcetive pressure-sensitive adhesive 
tape (hei-einaftei referred to as tape) requires 
rejjlaeemeut, niriy) the tape from the portion of 
the equipment involved, (Paragraph 3-26a lo- 


cates the areas where tape is used.) Use a suit- 
able cleanipg solvent to remove residual gummy 
adhesive left on the panels. Dry the surface thor- 
oughly. Apply new tape to the .surface of the 
panel in strips. 


Section XIV. SKID ASSEMBLY 


d— 35. Description and Function 

a. Description. The .skid assembly contains the 
major components of the fuel and ignition sys- 
tem. Forklift openings are provided in the .skid 
for transporting the M2 water heater. The 
rugged .skid contains the fuel and ignition drive 
motor, the fuel pump, the ignition magneto, the 
fuel filter, and the solenoid valve. The fuel and 
ignition dri^’e motor, the ignition magneto, and 
the fuel pump are interconnected by drive arms. 

b. Function. The skid assembly is the base of 
the M2 water heater to which the boiler and the 
frame are mounted by attaching hardware. 

4-36. Maintenance 

a. General. Organizational maintenance person- 
nel are authorized to .service, inspect, and replace 
the 100 psi fluid pre.s.sure filter, inspect or service 
the fuel pump (to loo.sen the “frozen” drive arms 
as necessary). In order to perform authorized 
mainlonance on parts in the skid a.s.sembly, re- 
move the skid panels (-3, 16, and 23, fig. 3-2) 
rst. 

h. too psi Fluid Pressure Filter. The 100 psi 
id pre.s.sure filter (fig. 4-6) consi.sts of a covei'- 
t (1), covermit ga.sket (2), filter cover (4), 
wl gasket (5), fluid pressure filter element (6), 
.id filter body (7). 

(1) Inspection. Inspect the fuel supply line 
} and 8) for evidence of leaks and obvious dam- 
ye or defects. 

(2) Cleavinp. Clean the fluid pressui-e filter 
1 a unit by wiping the filter cover and filter body 
ith a suitable drycleaning solvent and drying 
oroughly. 

(3) Removal and disassembly, 

Wartting; When removing the 100 psi fluid 
ires.sure filter do not smoke or use an open 
lame in the vicinity. Take care to avoid spilling 
iiel. Wipe up all spilled fuel, 

Note. With tlie fuel supply line (3) and the fuel 
imp return line (9) piping arranged as they are now, 
le only way that organizational maintenance personnel 
tn replace the 100 psi fluid pressure filter with the tools 
mthorized is to remove the fuel pump return line (9) first. 

(a) Remove the fuel pump return line 
(9), This is to gain access to the covernut (1), so 
chat it can be reAioved by using the largest tool 
Tuthorized in the mechanic’s tool box. 


(b) Remove the covernut (1) and cover- 
nut gasket (2) from the filter cover (4). 

(c) Pull the filter body (7), fluid pressure 
filter element (6), and bowl gasket (5) as a unit 
clear of the filter cover (4) and out of the skid 
a.ssembly. 

id) Separate the bowl gasket (5) and the 
fluid pre.ssure filter element (6) from the filter 
body (7). Discard the covernut gasket (2), the 
bowl gasket (5), and the fluid pressure filter ele- 
ment (6). 

(e) Make sure that the residual bowl gas- 
ket (5) material is removed from the seat in the 
filter cover (4), Doing this prevents possible 
leaks when the 100 psi fluid pressure filter is as- 
sembled. 

(/) Clean out any residual or foreign mat- 
ter inside the filter body (7). 

(4) Assenibly and installation. 

(a.) Insert a new fluid pressure filter unit 
(6) in the filter body (7) . 

(b) Insert a new bowl gasket (6) between 
the filter cover (4) and the filter body (7). Press 
these parts in place. 

(c) Insert a new covernut gasket (2) over 
the stud of the filter body (7) that sticks out of 
the filter cover (4). 

(d) Tighten these parts together using 
the covernut (1). 

(e) Install the fuel pump return line (9). 

(/) Install the skid panels (3, 16, and 23, 

fig. 3-2) when everything is .satisfactory. 

c. "Frozen” Drive Arms. “Freezing” of the fuel 
pump (as indicated by the drive arms not being 
able to rotate) occurs when combat automotive 
gasoline ha.s been used to operate the boiler. If 
fuel-pump “freezing” has occurred, it is neces- 
sary to use a screwdriver across the drive arms 
and force the drive arms to rotate and free the 
shaft of the fuel pump. The fuel pump shaft is 
free when it can be rotated by a flick of the 
finger. To prevent fuel-pump “freezing” (when 
combat automotive gasoline is used), add 1 pint 
of grade No. 2 burner fuel oil (Federal Specifica- 
tion VV-F-816a) per 5 gallons of gasoline into 
the fuel container. 

d. Dnve. Arm or Driven Arm. Organizational 
maintenance personnel are authorized to replace 
the fuel and ignition drive motor drive arms, the 




t CoVGrnut 

2 Covernut gasket 

3 Fuel supply line quick-dlsconnect 

coupling half 


d Filter cover 
5 Bowl gasket 

(3 Fluid pressure filter element 


Fiffure 4-0, lOO psi fluid pressure filter 
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*7 Filter body 

n fuel supply line 

V iMiel pump return line 
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fuel pump driven arm, and the magneto driven 
arm. 

(1) Remval. Remove the spring pin that 
fastens the faulty drive (or driven) arm to the 
shaft, (The shaft is either on the fuel pump on 


the magneto, or on the fuel and ignition drive 
motor.) Work the broken arm clear of the shaft 
and discard the broken arm. 

(2) In-stallatio-n, Aline the pinhole in the 
arm with the pinhole in the flats of the shaft. 
Fasten the arm to the .shaft lusing the spring pin. 



CHAPTER 5 

SHIPMENT, ADMINISTRATIVE STORAGE, AND DEMOLITION 
TO PREVENT ENEMY USE 


Section I. SHIPMENT AND ADMINISTRATIVE STORAGE 


5“1. Shipment 

To prepare the M2 water heater for shipment, 
pack the ])liers, adjustable wrench, screwdriver, 
and manuals in the too! carrier of the M2 water 
heater. Close and fasten all panels. Fasten all 
loose items such as the fuel and water hoses and 
the main electrical power cable by tying or band- 
ing them. Tape the storage compartment door 
shut with pressure-sensitive adhesive tape. Lift 
the M2 water heater with a chain hoist, by using 
the clevises and lifting eyes, or with a forklift, by 
using the fork channels in the skid assembly. In- 
stall the M2 water heater on the right platform 
of the M9 decontaminating apparatus. Block or 

Section II. DEMOLITION 

5--3. General Destruction Information 

If circumstances force abandonment of the M2 
water heater in the field, it must be rendered use- 
less or destroyed to prevent its use or study by 
the enemy. This action will be taken only when, 
in the judgment of the military commander con- 
cerned, it is deemed necessary. Whatever method 
of destruction is employed, it is essential to des- 
troy the same vital parts of all units and all cor- 
responding repair parts. Be sure to destroy this 
technical manual and the logbook (TM 38-760). 

5-4. Preferred Demolition Methods 

Explosives and mechanical mean.s, either alone or 
in combination, are the most effective methods to 
employ. Listed below are the vital parts in order 
of priority of demolition for each preferred 
method. In each case, completion of the first two 
steps will render the unit inoperative. Completion 
of the additional steps listed will further destroy 
the M2 water heater. 

a. Explosives, Place one-fourth-pound blocks of 
TNT in the quantity and locations specified 
below. For a description of explosives and acces- 
sories, their use, and precautions necessary for 
safe handling, refer to FM 6-26. 


tie the unit in place to prevent .shifting. (A inii- 
ver.sal tiedown kit (FSN 2690-782-1467) with 
instructions (TR 9-2300-280-, 30) i.s available to 
tie the M2 water heater to the right platform.) If 
shipment is for a long distance, or if the ship- 
ment may be a long time in transit, the using or- 
ganization may want to package or crate the M2 
water heater and ship it separately from the M9 
decontaminating apparatus. 

5-2. Administrative Storage 

Refer to TM 740-90-1 for administrative storage 
information on this equipment. 

I PREVENT ENEMY USE 

(1) Fuel and Ujnition drive motor. l^Iace one 
one-fourth-pound block of TNT in the drive arm 
sections at each end of the fuel and ignition drive 
motor. Thi.s will render the magneto, the fuel 
pump, and the drive motor inoperative. 

(2) Boiler as.sembljf. Puncture (or remove) 
the .spark ari-cslor and place two one-fourth- 
pound blocks of TNT in the exhaust stack. This 
will render the boiler inopci’ative. 

(3) Conihustion chamber. Place one one- 
fourth-pound block of TNT in the combustioi 
chamber. This will destroy the combustion chain 
ber. 

(4 ) Control box. Remove the cover plate am. 
place one one-fourth-pound block of TNT in the 
control box. This will destroy all components in 
the control box. 

(,6) Primer, detonathvfj cord, and blasting 
caps. Connect the charges for simultaneous deto- 
nation with detonating cord. Provide for dual 
priming to minimize the possibility of a misfire. 
For priming, use either a nonelectric blasting cap 
crimped to at least 5 feet of safety fuse or an 
electric blasting cap and firing wire. Detonate the 
charges. If primed with nonelectric blasting cap 
and safety fuse, ignite and take cover. If primed 
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vvitli the eleetrie blasting cap, take cover before 
firing the charges. The danger zone is approxi- 
mately 200 meters, 

b. Incendiary Grenades. Place and fasten incen- 
diary grenades to the equipment at locations 
listed ill «(1) through (4) above. Attach a wire 
or roj^e lanyard to the pull ring of the grenades. 
Trail the lanyard along the ground for a safe dis- 
tance. Straighten the safety pin on each grenade 
and fire the grenades by pulling the lanyard. 

c. Mechanical Means. Using a sledgehammer, 
crowbar, pick, axe, or any heavy tools that may 
be available, destroy the equipment in the order 
listed below; 

(1) Fuel and ignition drive motor. 

(2) Magneto. 

(3) Fuel pump. 

(4) Control box (gages and other compo- 
nents). 

(6) Combustion air blower motor and fan 
assembly. 

(6) Combustion shroud (and attached com- 
ponents) . 

(7) Puncture boiler. 

5~5. Other Demolition Methods 

When necessary the following methods may be 
used to destroy or render the M2 water heater in- 
operable. 

ft. Weapons Fire. Direct small-arms fire at the 
control box and at the ends of the boiler. It is 
necessary to pierce the boiler to render it useless. 
Use artillery, machine guns, rifles employing gre- 
nades, or launchers employing antitank rockets, 


Several hits are usually required for complete de- 
struction unle.ss an intense lire is started. Oil- 
soaked rags stuffed in and around the vital parts 
increase the fire’s intensity to insure total de- 
struction. 

b. Svbynersion. Totally submerge the M2 water 
heater in a body of water to provide water dam- 
age and some measure of concealment. Pierce the 
boiler so that it will fill and sink quickly. Salt 
water will do the greatest damage to metal parts. 

c. Scattering and Concealment. Remove all eas- 
ily accessible parts such as hoses, wiring, piping, 
and relays and scatter them through dense foli- 
age, bury them in .sand or dirt, throw them in a 
lake, stream, or other body of water. 

d. Burning. Pack rags, clothing, or canvas 
under the boiler, around the combustor assembly, 
and in other spaces of the M2 water heater. Sa- 
turate this packed material with oil or diesel fuel 
and ignite with incendiary grenades (TM 
9-1370-200). Fasten the grenades to a point 
where the explosive charge (if used) would be 
placed. Attach a wire or rope lanyard to each 
grenade and stretch the wire or lanyard along 
the ground for a safe distance away from the ex- 
plosive charge. Straighten the safety pin on each 
grenade and fire each grenade by pulling on the 
lanyai’ds. 

e. Misuse. Pump or dump large foreign parti- 
cles in the M2 water heater. Fill the exhaust 
stack with mud or fine dirt. Operate (or fii’e) the 
boiler without any water in the boiler until equip- 
ment failure occurs. 
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REFERENCES 


AR 740-12 
AR 746-5 
FM 5-25 
FM 21-15 
TM 3-4230-203-12 

TM 3-4230-209-12 


TM 3-4240-202-15 

TM 9-213 
TM 9-1370-200 
TM 9-2320-209-10 


TM 10-8415-204-13 


TM 38-750 
TM 740-90-1 
TB 9-2300-280-30 


LO 3-4230-203-12 
LO 9-2320-209-12 


Covered and Open Storage of Supplies 
Color and Marking of Army Materiel 
Explosives and Demolitions 

Care and Use of Individual Clothing and Equipment 
Organizational Maintenance Manual: Decontaminating Apparatus, Power 
Driven, Truck Mounted, 400-Gallon, M9 
Operator and Organizational Maintenance Manual: Decontaminating Ap- 
paratus, Power-Driven, Skid-Mounted, Multipurpose, Nonintegral, 500- 
Gallon, M12A1 

Organizational, DS, GS, and Depot Maintenance Manual: Mask, Pro- 
tective, Field, ABC-M17 
Painting Instructions for Field Use 
Military Pyrotechnics 

Operator’s Manual for 2 i/>-Ton, 6x6, Chassis, Truck: M44, M44A1, 
M44A2, M45. M45A1, M45A2, M45C, M46, M46A1, M46C, M57, M58, 
M58A1, etc. 

Organizational and DS Maintenance Manual : Rocket Fuel Handlers’ 
Clothing, Toxicological Agents Protective Clothing, Vesicant Gas Pro- 
tective Clothing, Explosive Handlers’ Clothing 
Army Equipment Record Procedures 
Administrative Storage of Equipment 

Trailer, Cargo: >/i-Ton, 2-Wheel, MlOO; Trailer, Cargo: %-Ton, 2-Wheel, 
MlOl and MIOIAI; Trailer, Cargo: 1 i/s-Ton, 2- Wheel, M104, M104A1, 
M105A1, M105A2; Truck, Cargo: 3/t,-Ton, 4x4, M37, M37B1; Truck, 
Cargo: 2 i^-'ron, 6x6, M34, M34C, M35, M36A1, M36A2, M35C, M36D. 
M36, M36A1, M36A1C, M36A2, M36C, M135, and M211: Installatioi 
of Universal Tie Down Anchors 

Lubrication Order for Decontaminating Apparatus, Power-Driven, Truck 
Mounted, 400-Gallon, M9 

Lubrication Order for Truck, 2 Vi-Ton, 6x6, Cargo M34, M35, M35A1 
M35A2, M36, M36A2, M36C: Chassis M44, M44A1, M44A2, M4f 
M45A1, M45A2, M45C, M46, M46A1, M46C, M67, M68, M58A1, etc. 
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APPENDIX B 
BASIC ISSUE ITEMS 


SecHon 1. INTRODUCTION 


B-1 . S<cope 

This appendix lists items which accompany the 
AI2 water heater or are required for installation, 
operation, or operator’s maintenance. 

R-2. General 

This ba.sic ia.sue items list is divided into the foN 
lowing sections: 

(t. Basic Issue Items List Section 11. A list of 
items which accompany the M2 water heater or 
are required for the installation, operation, or op- 
erator’s maintenance. 

b. Maintenance and Operating Supplies Section 
111. A listing of maintenance and operating .sup- 
plies required for initial operation. 

B~3. Explanation of Columns 

The following provides an explanation of col- 
umns in the tabular list of basic issue items, sec- 
tion 11. 

a. Source, Maintenance, and Recoverability 
Code (SMR), Column 1. 

(1) Source code indicates the selection .status 
and source for the listed item. Source codes are: 


Code Explanation 

P Repair parts which are stocked in or sup- 

plied from the GSA/DSA, or Army sup- 
ply system, and authorized for use at 
indicated maintenance categories. 

M Repair parts which are not procured or 

stocked but are to be manufactured at 
indicated maintenance categories. 

A — Assemblies which are not procured or 


stocked as such but arc made up of two 
or more units, each of which carries 
individual stock numbers and descrip- 
tions and are procured and stocked and 
can be assembled by units at indicated 
maintenance categories, 

. „ Parts and assemblies which arc not pro- 
cured or stocked; the mortality of which 
normally is below that of the applicable 
end item; and the failure of which would 
result in retirement of the end item from 
the supply system, 


^'odc EliilanaUon 

XI - . Repair parts which are not proem cd or 

stocked, the requirements for which will 
be supplied oy use of next higher assem- 
bly or component, 

X2 Repair parts which arc not stocked. The 

indicated maintenance categoiy i ijuir- 
ing such repair jiarts will attempt to 
obtain through cannibalization; if not 
obtainable through cannibalization, such 
repair parts will be requisitioned with 
supporting justification through normal 
supply channels. 

C Repair parts authorized for local procure- 

ment. If not obtainable from local pro- 
curement, such repair parts will be 
requisitioned through normal supply 
channels with a supporting statement of 
nonavailability from local procurement, 

G Major assemblies that are procured with 

PEMA funds for initial issue only to bo 
used as exchange assemblies at DSU and 
GSU level. These assemblies will not be 
stocked above DSU and GSU level or 
returned to depot supply level, 

(2) Maintenance code indicates the lowest 
category of maintenance authorized to install the 
listed item. The maintenance level code is — 


Code Exvlai ntion 

C - - - Operator/ crew 


(3) Recoverability code indicates whether 
unserviceable items should be returned for recov- 
ery or salvage. Items not coded are expendable. 
Recoverability codes are — 

Code Explanation 

R .. Applied to repair parts and assemblies 

which are economically repairable at 
DSU and GSU activities and normally 
are furnished by supply on an exchange 
basis, 

T High dollar value recoverable repair parts 

which are subject to special handling 
and are issued on an exchange basis. 
Such repair parts normally are repaired 
or overhauled at depot maintenance ac- 
tivities. 



Codt' f*' » 

U Rt'pair parts specifically selected for sal- 

vage by reclamation units because of 
piecious metal contontj critical mate- 
rials, high dollar value reusable casings 
or castings 

S Kepaii parts and assemblies which are 

ecoiioniically repairable at DSU and 
GSU activities and normally arc fur- 
nished on an exchange basis. When de- 
termiiK'd to be uneconomical ly repairable 
by DSU and GSU activities, they will 
be returned to the depot foi evaluation 
and analysis prior to final disposition, 

I) Federal Stock Number, Column 2. This col- 
umn indicates the Federal slock number assigned 
to the item and will be used for requisitioning 
purposes. 

c. Description, Colnmni 2. This column indicates 
the Federal item name and any additional de- 
scription required. A five-digit part number or 
other reference number i.s followed by the applic- 
able Federal supply code for manufacturers in 
parentheses. Repair parts quantities included in 
kits, sets, and assemblies are shown in front of 
the repair part name. 

(1. Unit of Measure (U/M), Column U- A two 
character alphabetic abbreviation indicating the 
amount or quantity of the item upon which the 
allowances are based, e.g., ft, ea, pr, etc. 

e. Quantity Incorporated in Unit, Column 5, 
This column indicates the actual quantity of the 
item used in the assembly group. A “V” appear- 
ing in this column in lieu of a quantity indicates 
that a definite quantity cannot be indicated. 

/. Quantity Furnished With Equipment, Col- 
umn 6. This column indicates the quantity of an 
item furnished with the equipment. 

g. Illustration, Column 7, This column is di- 
vided a.s follows : 


(1) Figure number, column 7a. Indicates the 
figure number of the illustration in which the 
item is .shown. 

(2) Item number, eoliimn 7h. Indicates the 
callout number used to reference the item in the 
illustration. 

B-4. Explanation of Columns fn the Tabular 
List of Maintenance and Operating 
Supplies, Section III 

a. Component Application, Column 1. This col- 
umn identifies the component application of each 
maintenance or operating .supply item, 
h. Federal Stock Number, Column 2. This col- 
umn indicates the Federal stock number assigned 
to the item and will be used for requusitioning 
purposes. 

c. Description, Column 3. This column indicates 
the item name and brief de.scription. 

d. Quantity Required for Initial Operation, Col- 
umn 4- This column indicates the quantity of 
each maintenance or operating supply item re- 
quired for initial operation of the equipment. 

e. Quantity Required for 8 Hours Operation. 
Column 5. This column indicate.s the estimate! 
quantities required for an average 8 hours of op 
eration. 

/. Notes, Column 6. This column indicates in- 
formative notes keyed to data appearing in a 
preceding column. 

B-5. Special Information 

Not applicable. 

B-6. Abbreviations 

Kxpia^iathii 

w . . . wide 

w/ . , . with 


Section II. BASIC ISSUE ITEMS LIST 


(1) 

<2) 1 
Foderol 
stock 
number 

(3) 

I (4) 

Unit 
of _ 
metis 

(R) 

Qiy 

inc 

in 

unit 

<6) 

Qty 

furn 

wllli 

equip 

(7) 

Illitstratior 

SMR 

code 

Dcacrlption 

Reference Number & Mfr, Code Usable on Code 

! ^(a) 
FlRurc 
No, 

tb 

Ite 


5120-223-7.396 

GROUP SOO^TOOLS 

PLIERS, SUP JOINT 

ea 


1 

1-1 

1 

P--C- 

6120-278-1283 

straight nose, combination, w/cutter, 6 in. nom size, 
SCREWDRIVER, FLAT TIP 

ea 


1 

1-1 

3 

P-C- 

5120-423-6728 

w/wrench, grip plastic handle, flared tip, 6/16 in, w, 6 in. 

Ig, black. 

WRENCH, OPEN END, ADJUSTABLE 

ea 


1 

1-1 

2 



8 in. Ig. 

GROUP 900-^PUBLICATIONS 

ARMY TECHNICAL MANUAL, TM 3-4410^201-12 

ea 


1 
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Section III. MAINTENANCE AND OPERATING SUPPLIES 


in 

r*jmr'>nerit 

applircitiun 

I\il( rdl 

nuinTfr 

(3) 

Description 

U) 

Qty rcQUirod 
for initial 
operation 

Qty requir«l 
for 8 hours 
operation 

(8> 

Notes 

FUEL TANK 

91.3U-2ril-<;218 

BMO-286-5291 

91 10-212-0748 
9130-2.50-8013 

GASOLINE 

bulk as follows. , 

regular grade 

ALTERNATES 

FUEL OIL, DIESEL 
grade 2, regular. 

! KEROSENE. 

TURBINE, FUEL AVIATION 
grade 

6gl 

40 gl 




APPENDIX C 


MAINTENANCE ALLOCATION 


Secflon I, INTRODUCTION 


C-1 . General 

The maintenance allocation chart (sec. II) lists 
the authorized maintenance functions assigned 
the maintenance categories for maintenance sup- 
port of the M2 water heater. This chart is to be 
used by all levels of maintenance to insure com- 
plete support of the equipment. 

C--2. Maintenance Functions 

Maintenance functions authorized are limited to 
and defined as follows : 

a. Inspect. To determine serviceability of an 
item by comparing its physical, mechanical, and 
electrical characteristics with established stan- 
dards. 

b. Test. To verify serviceability and to detect 
electrical or mechanical failure by use of test 
equipment. 

c. Service. To clean, to preserve, to charge, and 
to add fuel, lubricants, cooling agents, and air. 

(1. Adjust. To rectify to the extent necessary to 
bring into proper operating range. 

e. Align. To adjust specified variable elements 
of an item to bring to optimum performance. 

/. Calibrate. To determine the corrections to be 
made in the readings of instruments or test 
equipment used in precise measurement. Consists 
of the comparison of two instruments, one of 
which is certified standard of known accuracy, to 
detect and adjust any discrepancy in the accuracy 
of the instrument compared with certified stan- 
da-d. 

. Install. To set up for use in an operational 
environment such as an emplacement, site, or ve- 
hicle. 

h. Replace. To replace unserviceable items with 
serviceable assemblies, subassemblies, or parts. 

i. Repair, To restore an item to serviceable con- 
dition. This includes, but is not limited to, inspec- 
tion, cleaning, preserving, adjusting, replacing, 
welding, riveting, and strengthening. 

}. Overhaul. To' restore an item to a completely 
serviceable condition as prescribed by mainte- 
nance serviceability standards using the Inspect 


and Repair Only As Necessary (IROAN) tech- 
nique. 

k. Rebuild To restore an item to a .standard as. 
nearly as possible to the original or new condi- 
tion in appearance, performance, and life expect- 
ancy. This is accomplished through complete di- 
sa.s.sembly of the item, inspection of all parts or 
components, x’epair or replacement of worn or un- 
serviceable elements (items) using original man- 
ufacturing tolerances and specifications, and sub- 
sequent reassembly of the item. 

l. Symbols. Single letter symbol placed in a 
maintenance function column designates the level 
of maintenance I’esponsible for performing that 
particular function. 

C-3. Explanation of Format 

The purpose and use of the format are as fol- 
lows; 

a. Column (1), Group/Inde.v M umber. Column 1 
lists the number that is assigned to each group, 
component, as.sembly, or subassembly to facilitate 
x’eferencos. The numbers are identical to, and in 
the same sequence as, those assigned to the same 
gi'oup, component, assembly, or subassembly in 
the repair parts and tools lists. 

b. Column (2), Functional Group. Column (2) 
lists the groups, sections, noun names of compo-! 
nents, assemblies, subassemblies, and modules on 
which maintenance is authorized. 

c. Column (5), Maintenance Function. Cohtmi 
(3) lists the maintenance categories, de.signate( 
by single letter entered under the maintenanci 
function subcolumn heading, authorized to per- 
form the indicated function. 

d. Use of Symbols. Single letters (symbols) 
used in Column (3) are as follows: 

Maintenance function codes ; 

C — Driver, operator, or crew mainte- 
nance 

0 — Organizational maintenance 
F — Direct support maintenance 
H — General support maintenance 
D — Depot maintenance 

e. Column {A), Tools and Equipment. Column 
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( S) Ii-St.-, the -Iin.ial tools and test equipment, if 
lequiied, U'^ed in performing the authorized 
niaintt'nance fnnrtion. 

i Colinnh {'), Renairks. Column (5) explains 

Secfion II. MAINTENANCE ALLOCATION CHART 


and identifies the specific operation to be per- 
formed in brief language, such as clean, lubri- 
cate, straighten, weld, etc. 


2i 


l()0 


20(1 


30(1 


601 

700 


700 

701 


702 


703 


7(M 




Functional Kroup 


M2 la'jijul F^iiel Water Heater 
Stora^je C'onipartment Door 
front and side panels 
Skill pantU 

Control box cover plate 

Top plates 

Uppei end sheet 

Control nox A»;senibly 

Fuel pressure line 

Fuel Pro'-sure Gaj^e 

Water pressuie gage ,, , 

Thermometer 

S( lector valve line 

Magm to a^iionibly 

Fuel and ignition drive motor 

F'uel return line 
Fuel supply line 
Fuel pump a'^-^embly 

F'uel FMter 

Low Pressure Fioiler Assembly 


W) 


500 

600 


Tube socket 
sombly 

Floater control switch 
Temperature selector valve 
Selector return line _ 

Main Power Cable 
Thermostatic switch 
^yater heater wiring 
Fuel HoFe Assembly 
Skid Assembly 
Gage port line 
N"o72lp pressure line 
Pump return line . 

Purge and bypass return line 
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( 6 ) 


UoinnrkH 


Water Pres'.ure Line 
Comhuster Return Line 
Xozzle valve line 
Combustion air pressure switch 
Safety relief valve 
Spark Arrester 
Firebrick box 
Flame switch 

Combustion Air Motor Mounting As- 
sembly 

Nozzle Holder Assembly and Ignition 
Plug 

F'uel nozzle 
Water Hose Assembly 


and 


iFabricatc (F) 
Fabricate (F) 
Fabricate (FI) 


Fabricate (F) 


Fabricate (F) 

0 authorized to replace 
shaft arms. 

Fabricate (F) 

Fabricate (P) 

0 authorized to ropinco 
shaft arms. 

0 authorized to repair 
sjiark assembly only. 
Kemainder of repair at 
F or above. 

Fabricate (F) 

Fabricate (F) 

Fabricate (I^ 


0 authorized to replace 
ignition plug. 

0 authorized to replace 
gasket only. 


Fabricate (F) 


Fabricate (P) 
Fabricate (P) 
Fabricate (P) 
Fabricate (F) 


INDEX 



Paragraph 

PaKg 

Accessories , 

IMc, 3-66 

7,16 

Administrative storage 

5-2 

39 

After-operation services 

3-fi, 4-7 

16, 25 

Allocation of maintenance . . 

Before-operation services: 

1-3 

2 

Operator or crew . , , 

Organizational maintenance 

2-Sa, 3-4 

12, 16 

personnel 

4-6 

26 

Boiler, heating, low-pressure 

4-31,4-32 

35 

Box, control - , , . . , . _ , 

4-23, 4-24 

29, 31 

Burner sputters out . . . 

3-9 

18 

Cable, power, electrical, main - ^ . 

3-16, 3-17, 

21 


4-29, 4-30 

33 

Capacities 

l-6fe 

7 

Carrier, tool and manual - - - . - 

4-19,4-20 

28 

Cold areas, operation in 

Combustion air blower motor as- 

2-16 

14 

sembly - 

Combustion air blower motor does 

1-4 c 

3 

not operate ^ . 

4-11 

2G 

Combustion system 

1-4 0 

3 

Component information - 

l-4c 

7 

Control box ^ 

4-23, 4-24 

20, 31 

Control box cover plate . - - 

4-21, 4-22 

28 

Control system - . 

l-4rf 

5 

Controls and instruments, general . 

2-1 

10 

Cover panels — 

3-12, 3-13, 

10 


4-17, 4-18 

27, 28 

Description 

3-12tt 

10 

Function 

S-12b 

19 

Maintenance 

3-13, 4-18 

19, 28 

Cover plate, control box - 

4-21, 4-22 

28 

Data, tabulated 

1-6 

7 

Decontaminating apparatus, M.9 . . 

2-9 

13 

Demolition - 

5- :3, 5-4, 

6- 5 

39,40 

Description, general 

Desired fuel pressure cannot be 

l-4a 

2 

obtained 

4-4 

24 

Destruction — 

6-3, 5-4, 

39,40 

Detailed inspection (before- 

6-5 


operation services) - - 

3-4c 

16 

Dimensions and weight — 

l-6a 

7 

Drive arms, ^^frozen” - . 

3-4c, 4-36c 

16,36 

During-operation services 

3-6 

16 

Dusty areas, operation in 

2-14 

14 

Electrical insulation tape - . 

3-1 9a-, 6, 

21, 

Equipment: 

4-27, 4-28 

22, 33 

New - 

4-1 

24 

Special 

3-2 

16 



Paragraph 

Page 

Used . - 

4-2 

24 

Extreme heat, operation 

2-15 

14 

Fail-safe controls 

l-4d 

5 

Filter, fuel, fluid pressure 

4-366 

36 

Flame switch . . _ - , 

<l-32c(l) 

36 

Fuel and ignition drive motor 



assembly 

1-46 

2 

Fuel and ignition drive motor dpes 



not operate in PURGE OK 



position - 

4-12 

26 

Fuel and ignition drive motor does 



not restart when heater control 



switch is positioned to HEAT- 



ER ON 

4-iS 

27 

Fuel and ignition system - . ... 

1-46 

2 

Fuel and water pressure lines 

3-20, 3-21 

22 

Fuel fails to ignite .. .. . 

4-16 

27 

Fuel filter . - , 


36 

Fuel hose ... „ . , 

3--18, 3-19 

21, 


4-27,4-28 

33 

Pud pressure gage 

2-5, 3~14, 

10,19 


3-15 


Description ... . . . . . - 

2-6a 

10 

Location . .. 

2-56 

12 

Purpose 

2-6c 

12 

Fuel pump ^ 

1-46, 4-36 

2, 36 

Fuel supply, external 

l-6d, 2-12, 

7, 14, 


4-66 

25 

Gage, fuel pressure . . . - 

2-6, 3-14 

10, 19 

Description 

2-6a 

10 

Location 

2-66 

12 

Maintenance 

3-16 

10 

Purpose - 

2-5o 

12 

Gage, water pressure - - - - 

2-4,3-14 

10,19 

Description . . 

2-4 « 

10 

Location - - 

2-46 

10 

Maintenance 

3-15 

19 

Purpose - 

2-4 c 

10 

Gage, water temperature . - . . - * 

2-6, 3-14 

12,19 

Description - 

2-6a 

12 

Location 

2-66 

12 

Maintenance 

3-15 

19 

Purpose 

2-6 a 

12 

Generator, power supply, external 

2-11 

14 

Heater control switch 

2-2 

10 

Description 

2-2a 

10 

Location 

2-26 

10 

Purpose - 

2-2c 

10 

Heating boiler, low pressure 

4-81,4-32 

36 

Heat-reflective tape 

3-26, 3-27, 

23 


4-33,4-34 

35,36 

Hose, fuel 

3-18,3-19, 

21 


4-27, 4-28 

33 
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Paifijsrr^jph 

Pn^rt* 

Hose, water _ 

■r‘l'-22, 3— 2.‘i 

22, 


•l-2o, 1-26 

31,32 

Identification 


7 

Identification piates 

1-n, r^-24, 

7 2*> 


.i-25 

22 

Inspection, visual 

3-16 

15 

Instruction plates 

.2-2), ,‘!-2.'5 

22 

Instruments 

2-.1, 2-5, 

10 


2-d 

12 

Lines, fuel and water piesaure 

3-20, 3-21 

22 

Loading equipment for shipinent 

5-1 

39 

Low-pressure heating boiler . 

1-32 

35 

M2 water heater does not heat 
water _ 

-1-10 

26 

M2 water heater, genera! descrip- 
tion of 

4-0 

25 

M2 water healer shuts down dur- 
ing operation * -- - 

4-16 

27 

M9 decontaminating apparatus 

2-0 

13 

M45 truck chassis 

2-10 

14 

Magneto, combustion chamber 

1-46 

6 

Main electrical power cable 

.2-16, 3-17, 

21 


4-20, 4-30 

33 

Manual carrier, tool and . , , , 

1-19, .1-20 

28 

Multifuel (types of fuel) 

l-6f/, 4—56 

7, 2.5 

Nameplates . „ . , . 

3-21,3-25 

22 

New equipment 

4-1 

21 

General - - 

4-lu 

24 

Preparation for operation 

4-1 d 

2<1 

Removing protective material 

1-le 

24 

Unloading . ... 

1-16 

24 

Unpacking . , . 

1-lc 

24 

Nozzle - - 

4-32c(2) 

35 

JozzIg holder . . ___ 

l-32c(2) 

35 

Operating controls . . , . , 


10 

)perating personnel . . __ 

2-3 

2-76 

12 

)pcrating procedures - . _ . . 

2-8o 

13 

Jpcratifig under unusual condL 
tions . . 

2-14—2-17 

14 

>p Grating under usual conditions, 
general 

2-7 

12 

operator's preventive mainte- 
nance services ... 


15, 16 

rganizational preventive main- 
tenance services , . . „ 

4-5^-4-8 

25 

ainting 

* 3-26, 3-27 

23 

General 

4-3 

24 

Paints to be used . 

4-4 

24 

jnel covers 

3-13. 4-18 

19, 28 


4-21,4-22 

28 

srformanee ... 

1-6 c 

7 

iwer cable, main electrical . 

3-16, 3-17 

21 

>WGr supply generator 

2-11 

14 

*0ssure lines, fuel and water 

3-20, 3-21 

22 

essure-sensitive adhesive tape 

3-2G, 3-27, 

23 


4-33, 4-34 

35, 3fi 

itecfcfve clothing . . 

2-7e 

12 



rnrnKiaph 

r»KL‘ 

Purpose (before 'Operation 

services) 


15 

Record and report forms 

1-2 

2 

Rellectivo tape, heat 

.'1- 26, .;-27. 

o;> 


i-33, l-;il 

:ic 

Relay, time delay, 2-socond 

Relay, time delay, 120- I ±35) 

1-21 

41 

second 

4-2! 

3J 

Salt water areas, operation in 

2-17 

M 

Scope 

1-1 

2 

Service upon receipt of equipment 

.1-1, '1-2 

24 

Shipment 

5-1 

39 

Skid assoinbly 


36 

Snow' oieas, operation in 

2-16 

14 

Spark arrester (in exbonst stack) 

l-.5c 

0 

Special tools 

3-1 

15 

Starting j oodure 

2-86 

12 

Stopping procedure 

2'8<i 

13 

Storage, administrative 

5-2 

39 

Slufli ng tube 

1-30 

33 

Switrh 

2-2, l-;^2r 

10, 35 

Flame 


35 

Heater control 

2-2 

10 

TabuK'led data 

1-G 

7 

Tapn, pressure-sensitive adhesive 

3- 19..) .‘6, 
i-;w 

f/ 

21, 2.2, 

Qr: 

Electrical insulation 

21>22 

Heat-reflectivo 

3-26, 3-27, 

2H, 

Temperature s dee tor valve 

-l.S.'J, .1-2.1 

.'in 

control 

2-3 

10 

Tool and manual carrier 

4-19, 4-20 

28 

Tools and accessories 

3--G6 

16 

Tools and equipment 

3-1, 3-2 

15 

Transportability 

2-7d 

12 

Tropic areas, operation in 

2-17 

14 

Troubleshooting, general 

3-8, 4-9 

18,26 
18, 19 

Operator's ... 

3-8^3-11 

Organizational 

4-9—4-16 

26, 27 

Unusual operation of M2 water 

heater 

n-r,h. r 

16 

Used equipment . . 

4-2 

24 

Valve, temperature selector 

control . - . . - 

2-3 

10 

Visual inspection 

3-6^/, 4-5r/ 

16, 25 

Water heater shuts down during 

operation . . 

4-16 

27 

Water hose assembly 

3-22, 2-23, 

22, 


4-25, .j-26 

31,32 

Water not hot enough ... 

3-11 

19 

Water press uz^e gage 

2-'1,3-14, 

10, 


3-15 

19 

Water pressure lines, fuel and . - 

3-20, 3-21 

22 

Water supply 

2-13 

14 

Water temperature gage 

2-6, 3-14 

12, ID 


3-15 

19 

Water too hot 

3-10 

18 
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USACDCARTYA (2) 

USACDCAVNA (2) 

USACDCIA (2) 

USACDCSWA (2) 

Armies (5) 

Corps (3) 

Div (S) 

Instl (2) evcept 
USAECPB (4) 

USMA (10) 

Svc Colleges (10) 

Br Svc Sch (10) except 
USACMLCS (60) 

Gen Dep (B) 

Dep (B) 

Army Dep (B) 

POE (1) 

USAARMC (2) 

USAAMC (2) 

USAPC (2) 

USA Msl & Muns Cen & Sch (2) 

USAIC (2) 

AGNG; State AG (3). 

USAE.- None. 

For explanation of abbreviations used, see AR 320-B0. 


USATTC (1) 

EAMTMTS (1) 

WAMTMTS (1) 

MOTBA (1) 

MOTBY (1) 

MOTKI (1) 

MOTSU (1) 

Arsenals (3) except Edgewood (60) 
USAAPSA (10) 

PG (6) 

Ft Knox FLDMS (10) 

Units org under fol TOE:- 1 ea. UNOINDC 
3-7 (3) 

3-800 (AA-AC) 

9-17 
11-216 
11-500 
17-52 
29-11 (3) 

29-21 (3) 

29-27 
29-37 
29-51 
29-87 
29-114 (3) 

29-124 (3) 

29-136 (3) 

29-137 
29-139 
20-216 (3) 

29-307 

50-732 

60-747 

60-948 
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